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PREFACE TO THE SECOND EDITION. 


The first edition of this book was sold out some years ago, and the delay 
in publishing the second one was mainly due to pressure of work in other 
directions, and to the rapid progress in illuminating engineering. The 
latter made it necessary to re^^rite a large part of the book and to include 
many additions. The author hopes that the new volume will have the 
same friendly reception which the first edition had throughout the 
Engineering World. All constructive criticism — unfortunately often 
wanting in reviews of technical publications — has been utilised as far as 
practicable, and further suggestions will be gratefully considered. 

The author is greatly indebted to the General Electric Company of 
Schenectady, to whose energy and enterprise a good deal of progress 
in illuminating engineering during the last ten years is due, and whose 
public spirit enabled him to make use of numerous articles and illustra- 
tions, without which the book would be incomplete. He is especially 
grateful to Mr J. W. Kirkland, Vice-President of the South African 
General Electric Company, through whose offices he has procured most 
of the valuable work carried out by the world-known experts of the 
General Electric Company. Without such help it would to-day be 
almost impossible to publish a complete and up-to-date treatise. 

He must also express his sincere thanks to Mr L. Simons, D.Sc., who 
kindly checked part of the manuscript and made valuable suggestions, 
and to Mr F. L. Lief for the reading of proofs. 


University of Cape Town. 


H. B. 
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PEEEACE TO THE FIEST EDITION. 


This book is primarily intended as a text-book for second year engineering 
students. It contains in an amplifie^l U rm the lectures delivered by the 
author during the session 1911. 

The subject of photometry and illuminating engineering has been 
somewhat neglected in the past, and whereas one finds scores of books 
on electrical machinery, there have been very few on photometry and 
lighting. Yet this subject is as important as, or even more so than, the 
design of dynamos and motors. It is useless to raise the efficiency of 
generators and motors by 1 or 2 per cent, and afterwards to waste the 
power by improper illuminating engineering. 

Illuminating engineering is a combined science of physics and 
physiology. This has been far too little understood in the past, with the 
result that physiology has hardly been considered. Our knowledge of 
physiological science is still very meagre. We neither possess any 
apparatus with which we can measure the physiological quality of an 
illumination, nor have we been able to remove the difficulties which we 
encounter when lights of different colours are compared. For a long time 
— while engineers were busily engaged in perfecting the generating plant 
and the light-producing devices — the subject of illuminating engineering 
was left in the background, with the result that one often finds the finest 
buildings poorly lighted, not so much from the physical, as from the 
physiological standpoint. Especially, architects are to blame in this 
direction ; any illumination is often considered good enough, as will be 
gathered from the fact that for a particular building costing £20,000 the 
sum allocated by the architects for the lighting was only £100, in spite of 
the building being largely wanted for entertainments at night. 

Although the book* is primarily intended for college students, it is 
hoped that it will be found useful by others interested in illuminating 
engineering, such as medical men, architects, teachers, and even the 
general public. The mathematics have been kept as elementary as 
possible, and persons not acquainted mth higher mathematics may skip 
the deductions of the formulaj without detriment. 

Much material has been collated from various sources, and of these I 
should Uk© to mention the writings of Messrs Steinmetz, Trotter, Norden, 
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Hogner, Monasch., Dow, Sharp, Bloch, Bell, Hyde, Drysdalo, J. T. Morris, 
Millar, and last, but not least, the articles appearing in the Illuminating 
Engineer, Since the appearance of this paper and the formation of the 
Illuminating Engineering Society by Mr Leon Gaster, method has been 
introduced into the researches for the advancement of illumiliating 
engineering science, and it is to be hoped that in future valuable 
information will be obtained from this source. 

A great many of the tests described in this book were carried out in 
the laboratory of the South African College,^ Cape Town ; some of them 
appear here for the first time. Where the results of tests of other experi- 
menters are included, mention is made in the text or by foot-notes 
wherever possible. Although the metric system of units has been 
employed throughout the book, all principal figures are supplied with two 
scales, so that the book will be found equally useful by persons preferring 
the English system. Figures are numbered according to chapters, i,e, 
fig. 6.06 indicates the sixth figure of the fifth chapter. Time-wasting 
explanations and errors are thereby largely avoided. As no definite 
system of photometric units has so far been adopted, the system mainly 
employed in Europe has been used. 

The author is very much indebted to Mr Leon Gaster, Editor of the 
Illuminating Engineer^ and to various other persons and firms mentioned 
in the text, who have so kindly supplied particulars of their apparatus 
or experiments, supplied electrotypes, or in any other way assisted in the 
production of this book ; and especially to his colleagues, Professor T. P. 
Kent, M.A., and Professor A. E. Snape, M.Sc., and his senior student, Mr 
P. J. de Wet, for checking the manuscript. Without such co-operation 
the book would lose much of its value. 

H. B. 

Cape Town, 

July 1912. 

^ Now the Univer»ity. 
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CHAPTER L 

PHOTOMETRIC QUANTITIES, UNITS, AND STANDARDS. 

l.Ol, GENERAL CONSIDERATION.— In photometry we compare sources 
of light with regard to either their luminous intensity or their power 
of producing illumination. Usually these comparisons are not made 
directly, but instead, a comparison is made of the brightness of two 
surfaces, one of which is illuminated by some standard of light, and- 
the other by the light in question. Such measurements, or rather 
comparisons, depend therefore upon the physiological properties of the 
human eye, which has to judge the relative brightness of the two surfaces, 
the accuracy of the judgment becoming the more difficult the more the 
lights differ in colour. 

Photometric measurements require the use of 

(а) Photometric Units. 

(б) Standards of Light. 

(c) Photometers. 

(d) Systems of Measurements. 

For simplicity we shall assume that all sources of light are points, 
this assumption being allowable if the distance of the photometer from 
the light is more than twenty times the greatest dimension of the light, 
otherwise the inverse square law does not hold (see also paragraphs 7.10 
and 7.11). , 

1,02. PHOTOMETRIC QUANTITIES.’''—|'he principal quantity is 
tuminous Flux,'' or the rate of emission of radiant energy (or radiant 
power) evaluated according to its capacity to produce the sensation of 
light. It is the total visible radiant power issuing from the illuminant. 
Its tiriit is called the Lumen, 

* BeA abo the report presented by the Committee on Nomendatore of the Blamina- 
tte I8th Beptemher 1^16 {lUuttdnaimg Mngimeringf 
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The lumen has hitherto been an arbitrary unit, chiefly because therf 
has been no absolute standard of light, and it has been found extremely 
difiicult to determine accurately the mechanical equivalent of a lumen. 
The difficulties are augmented by the fact that human eyes, which, after 
all, have to judge the illumination caused by a given luminous flux, are 
not all alike, so that in the determination of the mechanical equivalent 
of light the stimulus curve of an averacfe eye is required (see fig. 5.12). 
But even with such a curve different experimenters have found different 
values for the mechanical equivalent of light. The most reliable results 
are probably those by Ives and his collaborators,* who place the lumen 
as equivalent to a rate of radiation of energy of 0-00159 watt. Until 
this result has been verified and established, or until a more accurate 
one has been obtained, the unit of luminous flux will probably remain to 
be the lumen. The watt as the unit would greatly simplify notation and 
calculation. A watt of luminous flux, according to Ives, thus represents 
629 lumens. From the lumen (or watt) all other quantities may now be 
derived. 

Unfortunately, although the luminous flux is the principal quantity 
with which we have to deal in lighting, its use is not yet common in all 
countries. In some countries the luminous intensity or candle-power 
is still placed first, so that as a result the radiant power of lamps is 
designated by different units in different countries. 

From a scientific standpoint the radiant power of lamps should be 
designated by a unit which gives a true indication of the value of the 
lamp as a light-producing body, without further lengthy explanations. 
If a person buys a pound of a certain commodity he knows what quantity 
he will receive, but this is not the case if he purchases a lamp rated at, 
say, 100 candles, which may mean almost anything and which gives no 
true idea of the quantity of light the lamp is capable of emitting per 
second. This will be seen at once from the definition of luminous 
intensity. 

1.03. LUMINOUS INTENSITY — or candle-power — of a point source 
of light is the solid angular density of the luminous flux emitted from the 
source in the direction considered ; or it is the flux per unit solid angle. 
The unit of luminous intensity is called the candle. 

Imagine a hollow sphere of radius R5=l with a surface 
4,RV=47r=12-57, and that the point source in the centre of the sphere 
radiates light energy (uniformly in all directions) at the rate of 12‘67 
lumens, then the luminous intensity of the lamp is one candle. 

The candle is thus a point source which emits a flui of one lumen (or 

♦ See ftteo Ivea, Coblentz, and ICmgabury, Fhyd&id AprU 1915, p. 1$2 » 

Ives and Kingsbury, November 1915, p. 319 j Hiiuni and Miethling, 4^ 
A vol. jciii., 1915, p. 319; Meyer, xxi, 1915, p, 384; 

January 1918, p. 152 ; Ives and Kingsbury, Ibid., Bapleinber Jl9t8j 

pk 254. 
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0*00159 watt) through unit solid angle. Let I be the intensity, the 
flux, and to the solid angle, then 

dw,’ 

or, if the intensity is uniform, 

1=1,='^ .... 1.01 

to 

The total flux from a light source is therefore 

= . 1.02 

since the solid angle surrounding a sphere is iir. 1^ is the mean spherical 
(sometimes called the average) candle-power (M.S.C.P.). 

The unit of intensity, the standard candle, is now the same in England, 
France, America, and the British Dominions ; it is also called the 
International candle. In Germany the Hefner candle is employed, 
which is equal to 0-9 International candle. 

The quality of a lamp from the standpoint of producing light may 
therefore be defined accurately only by the number of lumens emitted, 
or by the mean spherical candle-power, but not by the candle-power in 
any direction unless the source radiates light uniformly in all directions. 

We must remark that in some cases — as, for instance, in street lighting, 
where little or no light emitted into the upper hemisphere is reflected 
and made useful — a comparison of luminants as regards their light- 
producing efficiencies by employing the lumens or mean spherical 
candles per watt as a basis might easily lead to wrong conclusions. A 
true comparison of various illuminants should be based, in the first place, 
on the usefully available lumens or mean spherical candles per watt, after 
deducting losses in ballast resistances, reflectors, etc. Other commercial 
considerations will influence these results (see paragraph 8.01). 

The usual practice in England has been to derive the lumen from the 

candle. One lumen represents the th part (approximately 8 per cent.) 

of the whole light emitted from a source giving one candle in every 
direction. 

Equation 1 .02 is analogous to the one for the flux from a permanent 
magnet. If we place a unit pole inside a hollow sphere of radius unity 
and surface in, and combine the magnetic emanations through unit area 
to one line of force, the f^ptal flux is in ; frd^a a pole M it is 47rM lines of 
force. Here we combine the light radiations through unit area from a 
point source of one candle to one lumen, and thus obtain from a source 
of candles the total flux 4Trlo lumens. 

lUiTJinHATIOH, on a surface, is the luminous flux density over 
that surface, or the flux per unit of intercepting area. The unit is termed 
tie f^^candh oy metre-candk, the latter being also called lux. Thus a 
unit of illumination is obtained if a surface of unit area (one square foot 
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or otie square metre) receives a flux of one lumen uniformly distributed 
over this area. Let E be the illumination and S the area, then 






and, when uniform, 


For a sphere, 



4^1, I, 
B 47rR2 


1.03 


l.03a 


which means that the illumination varies inversely as the square of the 
distance. This holds generally, and is easily understood when it is 
remembered that by doubling the radius of a sphere the surface increases 
fourfold, so that for a given flux the flux per unit area, or flux density, is 
only one-fourth. 

For I==:l and R = l, E = l, which means that an illumination of one 
foot-candle is produced on an area placed normally to the incident 
rays a foot away from a light source of one candle-power, assuming 
that no absorption takes place, as might be the case outside in foggy 
weather. 

Let a uniform luminous flux (f> strike a surface 8 perpendicularly ; 

then the illumination is ^=E. This same flux illuminates an inclined 
o 

surface Si = 

cos u 

whence 

Ei=EcosS .... 1.04 


(see fig. 1.01), the illumination being now E^: 


..t 

8 ,’ 


We see that the illumination is proportional to the cosine of the angle 

of incidence. The latter is the angle 
between the ray and the normal to the 
plane of incidence. This is Lambert's 
law, 

1.06. QUANTITY OF MGHT is the 

product of the flux by the time, and is 
therefore measured in lumen-seconds or 
lumen-hours. 

1.06. Tins ILIiUHINATlON* or 

exposure, is the product of the illumina-* 
tion by the time, and may be measured in foot-candle-seconds or lux- 
seconds. 

1.07. nmtlNSIC OR FRUIARY BmOBmiiS, % of m element is 
of a luminous surface from givm^ position, is the Inmiakms intonaity 
per unit area of tho surface projected on a plane perpendicular to the line 
of sight, using an area negligibly smaH. It is measured in candles pet 
vmi area of tike b^jected area 



Fio, 1.01. — ^Lambert’s Law. 
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Let 0 be the angle between the normal to the surface and the line of 
sight, then 



cos d 


Tlic noruial intrinsic brightness is 




or, when uniform, 


Empirically we may state as proof that a luminous sphere appears 
us % uniformly luminous di #c. 

This law, also due to Lambert, is correct for perfectly matt surfaces 
only, for which the reflection coefficient is independent of the direction 
of the rays. For other surfaces the law holds approximately only. 

1,08. COEFFICIENT OF REFLECTION is the ratio of the total 
luminous flux reflected by a surface to the total luminous flux incident 
upon it. It 18 thus an absolute number. Reflection may be regular 
or diffuse (see Chapter II.). 

Let m be the coefficient of reflection (regular or diffuse), E the flux 
received, and E' the flux reflected, per umt area, then 



1.07 


1.09. SURFACE OR SECONDARY BRIGHTNESS, E , represents the 
product of the illumination E and the absolute reflection power m, 
E' = /wE, The unit of surface brightness is the Lambert, and may be 
defined as the degree of surface bnghtness of a white unpolished surface 
having a reflecting power of 100 per cent, which receives a light flux of 
one lumen per square centimetre. 

For practical purposes, the milli-Lambert is a preferable unit. In 
Great Britain the unit of surface brightness is the foot-candle, or in the 
metric system the lux, which may be defined as the brightness of a 
perfectly diffusing surface which receives an illumination of one foot- 
candle (or one lux). Such a surface will have a brightness of 1*076 milli- 
Lamberts. « 

The relationship between primary and secondary brightness is given 

7rt=wtE = B^ .... 1.08 


{ouod as follows : Let a matt white surface B, of unit area (see fig. 1.U2) 
tccfeiire an iUtunination £, and thus a total flux S, then it emits Ugbt to 
tlbe Client of mB, where m is the reflection coefficient. This is al 80 ,.the 
fuaiim hiightnesB. 

Mdle^ftiwor of this area be I, which is equal to the iutiinrae 
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brightness as we are dealing with unit area, then the illumination of an 
elementary area (abed) on the surface of a hemisphere of radius R is 

cos 6, where 6 is the angle between the direction of the rays with the 

normal on Bj. The total flux received by (a he d) is therefore 

^ X cos 6 X area (a b c d). 


The light flux received by the whole hemisj)here is the sum of the 
light fluxes on all areas (abed) which make up the surface of the hemi- 
sphere, or equal to bed) cos 6. But (a b c d)x cos 6 is the pro- 


jection of the area (abed), viz. (a^ b^ d^), and the sum of all areas 
b^ c' d^) is the area of the circle, Thus S (abed) cos 0=7rR^, 

and the total light emitted is :^x — But this light was 



also found to be equal to 
wE = E', so that 7rt~wE = E'. 
If the surface brightness is in 
milli-Lamberts and the intrinsic 
brightness in candles per square 
centimetre, the numerical rela- 
tionship is 


mE 

’^*=100 


1.09 


i'lG. 1.02.- l^lationship between Primary jf surface brightness is ex- 
and Secondary Brightness. ” 

pressed in foot-candles and the 

intrinsic brightness in candles per square inch, we have 


7rt = 


mE 

144 


1.09a 


For lux and candles per square centimetre we have 

mE 

10,000 


1.096 


The above deductions hold correctly only for matt surfaces for which 
the cosine law is true. For semi-matt metallic surfaces, opal glass 
illuminated from the back, etc., surfaces for which the candle-power in 
any direction is not proportional to the cosine of the angle at which they 
are viewed, the above relations hold approximately only. 

140. SmiFIC LUMINOUS RADIATION is the luminous flu^ 
density emitted by a surface, or the flux emitted per unit of emissive 
area. It is expressed in lumens per unit area. Let E' be the specific 
luminous radiation, then 

..... 140 
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1.11 VISIBILITY, K;^, of radiation, of a particular wave-length, is 
the ratio of the luminous flux to the radiant power producing it. 

1.12. MEAN VALUE OP THE VISIBILITY, K„ over any range of 
wave-lengths, or for the whole visible spectrum of any source, is the 
ratio of the total luminous flux (in lumens) to the total radiant power 
(in ergs per second, or more commonly in watts). 

1.18. MEAN HORIZONTAL CANDLE-POWER, I;,, of a lamp is the 
average candle-power on the horizontal plane passing through the 
luminous centre of the lamp. 

It is here assumed that the lamp (or other light source) is mounted 
in the usual manner, or, as in the catK^ ot an incandescent lamp, with its 
axis of symmetry vertical. 

1.14. MEAN SPHERICAL CANDLE-POWER, ]„, of a lain]) is the 
average candle-power of a lamp in all directions in space It is equal 
to the total luminous flux of the lamp in lumens divided by Itt. 

1.15. MEAN HEMISPHERICAL CANDLE-POWER, I 1^, of a lamp 
(lower or upper) is the average candle-power of a lamp in the hemisphere 
considered. It is equal to the total luminous flux emitted by the lamp 
in that hemisphere divided by 27r. 

1.16. MEAN ZONAL CANDLE-POWER, of a lamp is the average 
candle-power of a lamp over the given zone. It is equal to the total 
luminous flux emitted by the lamp in that zone divided by the solid 
angle of the zone. 

1.17. SPHERICAL REDUCTION FACTOR of a lamp is the ratio of 
the mean spherical to the mean horizontal candle-power of the lamp. 

1.18. STANDARDS OF LIGHT.* The most important primary 
flame standards are the British, German, and French candles, or the 
pentane, amyl -acetate, and colza oil or carcel lamps. 

Besides these flame standards there exist a number of incandescent, 
or secondary, standards, of whic/h wc shall consider the platinum and the 
carbon standards. 

1.19. FLAME STANDARDS.— A flame standard should fulfil the 
following conditions : — 

(1) The combustible should be pure and easily procurable. 

(2) It should be burnt under conditions which can be easily con- 
trolled and defined. 

(3) Changes in atmospheric conditions l^hould have no influence on 
the candle-power, or the variation should be capable of being easily 
defined - 

(4) The colour of the light should be such that no difficulty is ex- 
perienced in comparing it with the more common sources of light. 

It may be said that none of the above flame standards fulfil all these 
conditions. 

* Be® also Mr C* C. Paterson’s paper, Journal of the Itwt. JSlcd, Mngr.f voL xxxviii. 

271 { JB. Liehenthal, ZeUseftrift fdr ImtrmmtUenkutidef vol. xv., 1895, p. 157. 
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1.20. THE BRITISH OR PENTANE STANDARD,— This lamp was 
invented by Vernon Hartourt * and is constructed to give 10 candle- 
power It 18 used for reference at the National Physical Laboratory , 
hence we may express the British candle as the tenth part of the 10- 
candle-power pentane lamp The lamp is illustrated in figs 1 03 and 
1 04 Liqmd pentane is contained in the rectangular saturator at the 
top of the lamp Air passes in at one of the cocks, and, being drawn 



Fig 1 03 — The Pentane Standard 

round baflBe plates over the surface of the pentane, mixes with pentane 
vapour and passes by gravity down a rubber tube to an argand burner. 
The air supplied to the outside of this flame is drawn through the cylm- 
dncal box enclosing the steatite burner, whilst that feeding the inside 
of the flame is heated by its passage up the annular space between the 
outer and inner metal chimneys It then passes through the rectangular 
box seen at the top of the chimneys, and through the hollow supporting 
pillar to the middle of the burner The extent to which a vanation in 
the dimensions of any part of the lamp affects the candle-power is bang 
investigated at the present time, but no results have as yet been published. 

The chimney tube CO should be turned so that Uo light passing 
» Pf 0 c. of BnH0k issoc , lg?7, pp. U md ; im, p. S45. 
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througli the mica window near its base can fall upon the photometer. 
The lower end of this tube should, when the lamp is cold, be set 47 
niillimetfes above the steatite burner. 

A cylindrical boxwood gauge, 47 millimetres in length and 32 in 
diameter, is provided with the lamp in order to facilitate this adjiistment. 



Fig. 1.04. — The Pentane Standard. 


The conical shade G shoidd be so placed that the whole surface of the 
flame beneath the tube C may be seen at the photometer through the 
opening. , 

The adjustment of the lamp is as follows : The lamp is set up 
plumb at the end of the bench by means of a plumb-line passed through 
the chimney, and made to coincide with its central axis by jueans of a 
centring plug at the top. The lamp is then levelled till the plumb-bob 
hangs exactly over the middle of the burner. The exact distance of 
the lamp from the photometer is measured by means of the burner, and 
4t the other end by a idioe, the top of which must graze some known 
pojtnt on the photometer. 
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The manipulation of the lamp is extremely simple. All that is 
necessary is to put into the reservoir a pint of pentane, to open both the 
stop-cocks, and after a few moments to light the jet of vapour at the 
burner, and then to regulate the flow of air and vapour by the stop-cocks 
until the tip of the flame is seen at the middle of the mica window. 

By affixing a piece of rubber to the air inlet cock, and regulating the 
flow of air through it by an ordinary screw clip, a most sensitive means 
of flame adjustment is obtained. The candle-power of the lamp is a 
maximum when the flame is at its proper height, but a slight increase or 
decrease does not materially aflect the candle-power. 

1.21, THE AMYL-ACETATE OR HEFNER LAMP (GERMAN 
OFFICIAL STANDARD). A section of this lamp, which was invented 
by Hefner von Alteneck, is shown in fig. 1 .05. The combustible is arnyl- 
acctate which has a very mobile flame, so that — since the lamp 

is used without a chimney— it must be carefully protected from draughts. 
The combustible is contained in a cylindrical reservoir which forms the 
base of the lamp. A wick dips into this and passes up the thin-walled 
German-silver tube projecting from the centre of the base, into which it 
fits without being screwed. The tube is of 8 millimetres inside, and 
8*3 outside diameter, and is 25 millimetres high. The wick consists of 
15 to 20 strands of untwisted cotton yarn, which just fill the tube without 
squeezing. The wick, however, does not rise above the top surface of 
the tube, but, keeping about level with it, serves to conduct the liquid 
to the point of ignition. 

The exact height at which the flame gives one Hefner candle (0*9 
English candle) is 40 millimetres 

In order to adjust the flame to the correct height, the lamp is fitted 
with a sighting arrangement, by means of which an image of the top of 
the flame is cast on a ground-glass disc, and adjusted to a cross line. 

Considerable care and skill must be employed in judging whether the 
flame is at its correct height, since the flame shows a tendency to vary its 
shape from one which is high and pointed to one which is somewhat 
depressed and flattened at the top. 

The height of the flame is of great importance, since a variation of 
1 millimetre alters the candle-power by 2*3 per cent. 

As the lamp is also widely used in Great Britain, on account of its 
simplicity and cheapness, it is advisable to describe fully how the height 
of the flame is adjusted to exactly 40 millimetres. 

Each lamp is provided with a gauge, shown in fig. 1^06. When it has 
been placed over the tube containing the wick and the observer looks 
through the slot S in the gauge, he should just be able to distinguish a 
light between the tube and the wall of the gauge, the space being less than 
one-tenth of a millimetre. The upper edge of the gauge then just reaches 
to the little mark in the middle of the sighting arrangement. 

The lamp should be burnt at least ten minutes before it is used> 
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and the temperature of the room should be between 15 and 20 
degrees C The height of the flame is correct when the visible tip of 



the flame just touches the mark on the ground glass in the sighting 
arrangement 

The residue which collects at the top of the German-silver tube near 



Fig 1.07. — I'he Carccl Standard. 

the wick should be taken of! before the lamp has cooled down, and the 
lamp should be frequently cleaned in order to ensure accuracy 

THE CARCEL LAMP, —A photograph of this lamp, the working 
stAudard of the French gas industry, is shown in fig 1.07 It has a glass 
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chimney and a wick of annular cross section, to which a continual supply 
of pure colza oil is maintained by means of a clock-work pump. According 
to the official instruction, the wick should stand 10 millimetres above the 
wick-holder, but in practice this is found to give too great a consumption 
of oil, and it is necessary to lower it to 7 or 8 millimetres. The chimney 
is made of thick glass and reduced in diameter to 7 millimetres above 
the wick. 

The lamp should give its standard candle-power when consuming 

grams of oil per hour. This adjustment is difficult to obtain, and a 
correction is made if the consumption falls witliin 37 to 40 grams. 

For each experiment the oil and wick must be new, and the latter 
must be perfectly dry. As soon as a full stream of oil is circulating over 
the wick, the latter should be charred to an even depth of about 2 
millimetres all round by means of a flat flame burner. The lamp may 
then be lighted, turned very low, and the chimney fixed so that the neck 
presses close down on to the wick. 

Under these conditions there is only a very shallow ring of flame, 
which tends to equalise the intensity all round tin' wick. After about 
15 minutes’ burning in this condition, the chimney is raised, and the 
wick turned up; after 20 minutes’ burning th(‘ lamp is counterpoised on 
a balance on the photometer bench. A mass of 10 grams is then added 
to the scale on which the lamp is fixed, and the time observed before the 
balance again swings over. 

The correct time for a consumption of 10 grams is 14 minutes 17 
seconds. 

Mr Paterson, of the National Physical Laboratory, states that even 
with extraordinary care he was unable to make readings from the lamp 
agree with certainty to within ±_ 3 per cent. 

1.23. INFLUENCE OF ATMOSPHERIC CONDITIONS ON THE 
CANDLE-POWER OF FLAME STANDARDS.- (a) Variation Da 0 to 
Carbon Dioxide. -The effects of humidity and barometric pressure on 
the Hefner standard were considered carefully by Dr E. Liebenthal in 
1896.’" Since then further investigations have been carried out on this 
lamp and also on the pentane standard. According to investigations by 
W. J. A. Butterfield, J, S. Haldane, and A. P. Trotter, f the candle-powers 
of the pentane and Hefner lamps are reduced by 1 per cent, when the 
volume of carbon dioxide reaches 0*035 and 0*046 per cent, respectively. 
The diminution in light is practically uniformly proportional to the 
volume of carbon dioxide up to about 2 per cent, of carbon dioxide. We 
see therefore that good ventilation is essential. 

(6) Water Vapeur. — The results obtained by U. Paterson J hAV^ 
been practically confirmed by the above experiwntets. The eflect cf 

* E. Liebenthal, Zeitwikrijt filr JnstmnmTfienHndef 167^ 

t JJS.B,, vol xxxviii. p. 271. 
i The fUtminoitinff Warner, 1911, p. 609. 
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moisture on the pentane and Hefner standards is shown in figs. ] .06 and 
1.09 respectively. As it is necessary to know the aqueous pressure in 



UTHES OF WATER VAPOUR PER CUBIC METRE OF DRV AIR. 

Fig. 1.08. — Variation in Candle-Power of the Pentane Lamp with 
Humidity and Harometrie Pressure. 


order to find the amount of water vapour, fig. 1.10 has been plotted, 
which holds for a wet- and dry-bulb thermometer. 

(c) Barometric Pressure, — According to the investigations by Mr 
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Fio, 1.09, — Variation in Candle-Power of the Hefner Lamp with the Humidity. 

Paterson, the candle-power falls uniformly with a reduction in the 
barometric pressure, as shown for the pentane and Hefner lamps in 
figs 1,08 aud 1*11 respectively. TJie investigations by the above three 
e:ii;perimenters show, however, somewhat different results, as is indicated 
in the same figures. 
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(d) General Formulae for Corrections.— -According to the investiga- 
tions by Butterfield, Haldane, and Trotter we have : 

For the pentane lamp * — 



1.11 


1.12 


A==the accepted normal percentage of aqueous vapour in the air 
(10 litres per cubic metre of dry air for the pentane lamp, 
8-8 litres for the Hefner lamp). 

B — normal barometric pressure (760 millimetres). 

(^ — the acce})ted normal percentage of carbon dioxide in the air; no 
standard value is given, and with good ventilation the influence 
of carbon dioxide may be neglected. No flame standard should 
be relied upon which has been burned for over 15 to 20 minutes 
in a closed room. 


a = the prevailing percentage of aqueous vapour in the air when the 
lamp is in use. 

6 = the prevailing atmospheric pressure. 

c— the prevailing percentage of carbon dioxide in the air. 

I = normal candle-power (lOfor the pentane, 0-9 for the Hefner lamps), 
(c) Height of Flame. — The variation of the candle-power of the 
Hefner lamp for different heights of the flame is shown in fig. 1.11 . For 
the pentane lamp no reliable results are available, but the influence on 
the candle-power of a slight increase or decrease in the height of the 
flame is small. 


In the Hefner lamp, which is not guarded against draughts, great 
care has to be taken to keep the height of the flame constant. A variation 
in the height is best noted with a thermo-electric couple fixed about 
5 millimetres above the tip of the flame (when the flame is 40 millimetres 
high) and connected to a galvanometer. There is then a certain deflection 
corresponding with the correct position and height of the flame. If the 
flame sinks or moves to one side, the reading of the galvanometer changes. 
The galvanometer may be combined with an audible signalling 
arrangement. 


♦ A redetermination at the National Physical Laboratory (Phil, ifagr., July 1015) 
gives !'{ —1 4- 0 0063(8~e) —0 00085(760-6)} I, where e is the humidity of water 
vapour in litres per cubic metre of moist air, and 6 the barometric pressure* The 
results obtained with this formula differ slightly from tnose given by equation 14 L 
Rosa and Crittenden at the Bureau of Standards (see lUmninating Mn^imear^ September 
1018, p. 214) give for the correction of water vapour the figure 0^0057, possibly due 
to the fact that they employ a ventilating duct above the lamp to carry away the 
products of combustion, which is not the case at the National Physical Laboratety* 
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1.24. COMPARISON AND CRITICISM OF THE VARIOUS LAMPS AS 
STANDARDS. The accompanying table (1.01) shows the relationship 
between the values of the various standards in use. 

1.26. GENERAL CONSTRUCTION.- The Hefner lamp is much 
simpler than the pentane lani]), smaller in size, and more easily manu- 
factured to standard dimensions. Its ])rice is about one-aeventh of that 
of the pentane lamp. (The (W‘el lamp does not give sufficiently 
accurate readings, and will not be further considered.) 

Ease of Regulation and Working. The pentane lamp is easier to 
adjust, and its candle-power remains more constant while observations 
are being made than that of the Hefner lamp, because the latter, burning 
as it does without a chimney, is not guarded against draughts. 

Table 1,01. — Conversion Table for Standards of Light.*’* 

I Pentane (/andle — 1 American Candle — I International Candle — 1 Bougie 
Becimale- 1-11 Hefner Candle =^0*104 Carcel Candle. 




Factors for ('on version into 


BesultH expressed in 

1 

German 

Lux. 

2 

Hefnei 

Foot- 

candle 

,3 

inter 
national 
Foot - 
candle 

4. 

Inter- 
national 
Metre - 
candle 
or Lux. 

5. 

Carcel 
Metre - 
candle. 

1. Hefner metre -candle 

(German lux) . 

1 0 1 

0-0929 

0-0837 

0-9009 

0-093 

2. Hefner foot -candle 

10 75 ! 

1-0 

0-9(X)9 

9-71 

1 001 

International foot- 

candle 

11-95 

Ml 

10 

10-76 

1 034 

4. International met re - 

candle, bougie -metre, 
lux .... 

Ml 

0-103 

0-0929 

1-0 

0-104 

5. Carcel metre -candle . 

10-75 

0-9986 

0-966 

9-61 

1-0 


Effects of Atmospheric Changes. — As regards changing humidity, the 
two standards are nearly equally affected. The pentane lamp is, how- 
ever, more sensitive to barometric variations than the Hefner. 

The Nature of the Light. — The pentane lamp has a whiter light than 
the Hefner lamp. 

The fact that the candle-power of the pentane lamp is about eleven 
times that of the amyl-acetate lamp makes it of about the same order of 
magnitude as the lights which are tested against it. 

This — and the better colour of the light— are advantages not to be 
underrated. 

1.26. INCANDESCENT STANDARDS OP UGHT.t— It would go 

♦ Br B. Mcmasoh* lUuminaiing lOpO, p. 742* 

f flee also J. fl. I>ow, voh Ivii., 1906, p. 855 j I>r FletYinig, 

voi. 1006, p, ilO, 
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beyond the scope of this book to consider the many incandescent stand- 
ards which have been suggested. It may suffice to consider the two 
principal ones — the primary platinum standard by M. Violle, and the 
secondary carbon standard due to Dr Fleming'. 

The Platinum Standard, ~M. Violle proposed in 1881 to define the 
unit of light as the light radiated normally from one square centimetre 
of platinum at its melting-point. The essential conditions for the 
reproduction of the platinum standard are that — 

(1) The platinum must be chemically pure. 

(2) The mass must not be less than 500 grams. 

(3) The crucible must be made of pure lime. 

(4) The hydrogen burnt must contain no carbon. 

(5) The gases should bi burnt in the ratio of 4 volumes of hydrogen 

to 3 of oxygen. 

The process of producing the unit of luminous intensity by the 
platinum standard consists in melting tliis mass (500 grams) under the 
above conditions. This is, however, extremely difficult, and could be 
done only at special laboratories. 

The candle-power of the platinum standard is about twenty English 
candles. 

A modification of the Violle standard was suggested by Messrs 
Lummer and Kurlbaum. It was to be the light emitted from a square 
centimetre of solid platinum when brought by an electric current to 
such a temperature that 10 per cent, of its radiation, as measured by a 
bolometer, could pass through a layer of water two centimetres in 
thickness contained in a cell with quartz sides. The spectral qiiality of 
the light is, however, not very satisfactory for a standard, and the 
adjustments are very difficult.* 

1.27. FLBMING^S INCANDESCENT STANDARD. This consists of 
an ordinary incandescent carbon glow lamp, with a s])ecially aged 
filament in a large glass bulb, as illustrated in fig. 1.12. 

The candle-})ower of the glow lamp alters with— 

(1) Changes in electric resistance of the filament. 

(2) The nature of the surface of the filament. 

(3) The deposit of carbon on the interior of the bulb. 

(4) The temperature of the atmosphere surrounding the lamp. 

When, however, a good filament is ruh in a lamp at normal, or 

slightly above the normal, voltage for 50 hours or so, it attains a con- 
dition in which a small further use will not much alter the candle-power 
of the filament. By this time the glass globe has been somewhat 
blackened and the lamp is reduced in candle-power. The filament is 
taken out and placed in a large clear globe, for which the blackening 
on account of the large size is practically negligible. The lamp is then 
^tkhht^ated with a pentane standard for a definite voltage, and the voltage 
, * S^e J. E, Petavel, Fw. Soc,, vol. Ixv, p. 478, 
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and candle-power are marked on the globe. The statement of a definite 
temperature would appear to be necessary, since an increase of the 
surrounding temperature slightly augments the candle-power. Sub- 
sequent tests seem, however, to indicate that the influence due to external 
temperature fluctuations is negligible. 

Experiments on carbon incandescent standards made by C. 0. 
Paterson show that such lamps are suitable for low voltages up to HO 



Fto, 1.12.” Fleming’s Electric Lamp Standard. 


volts, so that it can be made in a single loop, if they are properly manu- 
factured and provided they are not used for more than ten minutes a 
day for five days in the week ; in this case they will last for two or three 
years and longer without recalibration. No excess voltage must ever 
be applied. 

Carbon filament secondary standards are now chiefly employed as 
working standards. They may be obtained from various makers, with a 
certificate from the National Physical Laboratory as regards their 
candle-power at a given voltage. 

iM. ABSOLDTB STANDARD. — The want of an absolute standard 
of light is very much felt, and various proposals for supplying this want 
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are made from time to time. I)r Straelie * suggests that, if the total 
radiation from a black body be received on a thermo-couple joined to a 
galvanometer, a deflection j)roportional to the entire radiation is received. 
Tliis radiation should now be cut down, so that only visible radiation 
remains, and the latter should he resolved in a spectruni ; by means of 
diaphragms the light at each point of the spectrum should be cut off to 
such an extent that the remaining intensities coincide with the Lummer 
curve. The latter represents the relative sensitiveness of the eye to 
light as a function of the wave-lengths (sec also paragraph 3.04). The 
spectrum should next be reassembled by means of a c> lindrical lens. In 
this way the illuminating value may be expressed in terms of the visible 
radiated energy. The Lummer curve ^^aries, however, for different 
individuals,, so that an average value would have to be taken, as repre- 
sented in fig. 5.12. 

Dr Houston | proposes the following definition : — 

The unit of light intensity is that source the total intensity of radiation 
from which, at an optical distance of 1 metre, after passing through an 
ideal filter, would be X ergs/cm.^ see. ; the ideal filter to be one possessing 
the light-absorbing properties of a 3 per cent, thick aqueous solution of 
ruS 04 • SHgO of strength ()-200 gramme-molecule per litre, and a one- 
centimetre thick aqueous solution cf potassium bichromate of 

strength 04)025 gramme-molecule ])er litre, but neither to retiect nor to 
absorb any light in any other way. 

These solutions have the property of stopping the mfra-rci and ultra- 
violet radiations and of cutting down the energy of the visible sjiectrum 
in the inverse ratio of the light-producing effect. 

The value of X is about 0*8 in the units specified. 

In the experiments by Ives for the determination of the mechanical 
equivalent of light, the absorption medium whose transmission was almost 
identical with the luminosity curve of the normal energy spectrum 
(average eye) consisted of a solution of 60 grams of cupric chloride, 
L7 gram of potassium chromate, 7-5 grams of cobalt ammonium sul- 
phate, 15 cubic centimetres of nitric acid of specific gravity 1*05, and the 
remainder of water in 1 litre of solution. The lamp used was a carbon 
filament using 4*85 watts per mean spherical candle-power, or 2*59 lumens 
per watt. Such a lamp may thus also constitute an absolute standard 
when burned at a definite temperature and under given conditions. 

In a communication to the German Physical Society, Professor E. 
Warburg recently made some proposals for a new form of standard of 
light. He recognises that, whjle its reproducibility is sufficient for 
practical purposes, the Hefner lamp has no rational basis; it involves 
many variable factors, such as the construction of the lamp, the con- 
stitution of the liquid fuel, height of flame, etc. 

♦ lUuminaling Engineer, 1911* p, 513. 
t /W., 1911, p. 618. 
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Accordingly, he proposes to take as a standard the brightness of a 
surface, maintained at a specified temperature, and forming the interior 
of a cavity (capable of observation through an aperture). The brightness 
of such a surface depends only on its temperature and not on the radiating 
substance.* The brightness being thus specified, in a direction normal 
to the surface, one can obtain any desired candle-power by Bpecif}dng a 
convenient area. Thus, if it is desired to approach the brightness of an 
ordinary metal filament, the temperature of the cavity must be 2300 
degrees absolute. We should then obtain a convenient candle-power 
by using an area of about one twenty-fifth of a square centimetre, but the 
value of the light source can be adjusted by altering the size of the 
aperture. 

As a means of controlling the temperature, Professor Warburg 
recommends the use of the photo-electric potassium cell of Elster and 
Geitel, which is stated to be much more sensitive than any thermic 
method. t The relation between intensity of light and deflection is of no 
consequence, the cell with its galvanometer serving only as an indicator, 
and the intensity of light falling on the cell being altered by means of a 
rotating sector-screen. It is suggested that in this control only light 
of a wave-length 65*6 x cms. (the red hydrogen line) should be 
used. It is calculated, however, that in order to afford a reliable 
standard, the light must be measurable to within 1 in 1(K)0, and the 
wave-length measured with somewhat greater accuracy. These require- 
ments border on the unattainable, so that the operation of the standard 
would require considerable care.J 

* Presumably this refers to black -body radiation, t.e. radiation derived from the 
blackened interior of a hollow sphere, raised to meandescence, 
f See paragraph 5.28. 

J From Illumimtiv^g Engineer ^ August 1918, p. 195. 



CHAPTER 11. 


RADIATION AND ITS EFFECTS. 

2.01. NATURE OF LIGHT. Accordiug to Newton, light consisted of 
ininute particles thrown ofE at great velocities by light-giving bodies. 
This corpuscular theory is, however, no longer employed, as many 
phenomena cannot be satisfactorily ex})lained thereby. For instance, in 
order to explain refraction, the speed of light in the optically denser 
medium would have to be greater than in an optically less dense sub- 
stance, which is obviously wrong. 

Another theory, originated by Euler, considers light to be a wave- 
motion, and early in the nineteenth century Young employed it to 
explain interference, while Fresnel, by assuming the transverse nature 
of light waves, was able to explain the polarisation of light. 

In 1873 Maxwell propounded the electro-magnetic theory, and the 
conclusions foreseen by him — that both, electro-magnetic and light 
phenomena, are of the same nature — were experimentally confirmed by 
Hertz in 1888. Subsequently to Hertz, Lebedew, Nichols, and Hull 
proved experimentally that light exerts a pressure which is equal to that 
calculated on the basis of Maxwell’s theory. 

Assuming the theory of wave-motion as valid, there must be a medium 
which is moving, and, as the movement is of extraordinary rapidity, it 
follows that the medium must have an extremely high elasticity ; it must 
also have a very low density, so as to penetrate all substances. To this 
hyi)Othetical medium has been given the name ether.” It is essen- 
tially a carrier of energy, and hence, looked at from this standpoint, we 
may consider ether to be matter. 

Until 1900 the Maxwell-Hertzian conce^/tion of light radiation had 
been found to be self-sufficient, but in 1901 Planck published a paper in 
which he showed that the ordinary electro-dynamical methods of heating 
with radiation did not lead to results in agreement with experimental 
results on the relation between energy distribution and wave-lengths as 
obtained from the measurements on the spectra exhibited by heated 
bodies. The revolutionary effect of Planck’s work was supported by 
Nernst and Einstein, who found that an absolutely continuous emission 
$Ud absorption of radiant energy was incompatible with the newer 
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discoveries. Thus originated the atomic structure of energy of the 
theory of light quanta. 

Einstein’s investigationvS are known under the name of Principle of 
Relativity. The latter tells us that in the description which we make of 
])hysical phenomena, there remains always an indefinitenoss, a quantity, 
which we may dispose of as wc please, and which relates to the movement 
of matter in ether. As a result a numher of ])hysicists have come to 
the conclusion that it would be better to drop the idea of the existence 
of the ether altogether firstly, because it is no material medium in the 
sense of the old jneehanics ; and, secondly, because it contains that 
indefiniteness which prevents us from stating definitely whether a body 
moves in it or not. In reality, however, the universal character of the 
})rinciple of relativity probably ])oints inore clearly than anything else 
to the idea that the physical world does not (‘onsist of separated in- 
dependent atoms, but that there is in existen(*e a substance, which fills 
all space, of which noticeable substances are only a s])ecial development. 
This world subwstance is the ether. 

There are two kinds of wave-motions to be considered : longitudinal 
and transverse. Light is of the latter ty})e, sinc<‘ it shows different 
properties in two directions, at right angles to eacdi other and to the 
direction of propagation ; whereas for longitudinal motion, such as 
sound, the air particles vibrate in the direction of ])ropagation only. 

The s])eed of light, which can be fairly accurately calculated, is 3 x 10^^ 
centimetres per second. Experience shows that light, or radiation, 
possesses different wave-lengths, and hence also different frequencies, 
since the speed is constant. 

Within the visible range this shows itself by different colours. Red 
light has a greater wave-length than yellow light, and blue or violet 
lights have still shorter wave-lengths. 

When the wave-length attains values lying within certain limits, the 
radiation becomes visible. The range of waves in the visible part of 
the spectrum is, however, very small com])ared with the whole range 
of known electro-magnetic waves. The visible wave-lengths lie between 
75 X 10"*^ and 38 x centimetres,*** which gives a range of frequencies of 


3x10^® 
75 X 10-« 


= 4 X to 


3 X IQio 
38 X 10-6 


to 7*9 X 1014. 


Heat radiation of energy, however, commences long before it 
becomes visible, i.e. long before the red light appears. This radiation is 
called infra-red. The visible radiation begins at the red end of the 
spectrum and reaches to the violet, and that which occurs beyond the 
violet is called ultra-violet, after which come the X-rays. If we divide 

♦ The wave-length i« frequently expressed in terms of /i, which is equal to i^^^th 
of a millimetre, or equal to one^ millionth of a millimetre ; or in Angtsrdm units 
(10**® metres). 
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the whole range of radiation into octaves, we have about 56 between 
a 50-cycle alternating current and the X-rays, and of these only about 
one octave is visible. Of sound waves, on the other hand, the ear 
distinguishes eight octaves, so that the eye is relatively less sensitive 
than the ear. 

The wave-motions which cause the sensation of light are themselves 
invisible, a fact which may easily be proved by letting a beam of light 
enter a dark room. If there is no dust whatever floating about, the beam, 
when looked at sideways, will be invisible. If dust is present, the dust 
particles reflect light, and the beam of light may be traced. 

On the basis of th(‘ electron theory, light may be explained as follows : 
All atoms of so-called elements are complicated structures of positively 
charged protons ur nuclei .^.round which are rotating in orbits negatively 
t harged electrons. The simplest atom is the hydrogen atom, which 
consists of one ])ositive eore charge and one electron. Electrons have 
choice of many orbits. The paths arc labelled from inner to outer, 
K, L, M, etc., or 1, 2, 3, etc., and any one of these may be occupied. 
Nothing apjiarently connects these orbits. If a substance is heated, the 
electron may or may not jump from one orbit to another, the radii of 
which are in the ratio of the squares of the natural numbers (1,4, 9, etc.), 
but it will not take up any intermediate ])osition. 

The greater the diameter of the orbit, ihe less the energy connected 
with the electron and the more easily can it be detached. The closer an 
electron lies to the nucleus, the less liable it is to be disturbed. To get 
it out of this, energy must be supplied. When a substance is being 
heated, energy is supplied to the electrons, but nothing hap})eris until a 
definite amount of energy has been supplied, when a sudden jump to a 
larger orbit occurs. To cause a jump from an outer to an inner orbit, 
energy is emitted in the shape of radiant energy. As the frequencies of 
rotation are, however, different for different orbits, since the rate of 
cutting out areas by the radii- vectors joining the nucleus witli the electrons 
is constant for all electrons, it means that different energies must be 
necessary to cause a jump from, say, the IGth orbit to the 15th, to a 
jump from the 3rd to the 2nd. But this energy is always a definite 
multiple of the universal constant (Planck’s constant) //, and is equal 
to hfy where / is the frequency of vibration. As this frequency is the 
higher the closer the orbit lies to the nucleus, it follows that the spectrum 
lines, which are emitted by a particle disturbed from the innermost 
orbit, represent a very rapid vibration, high up in the ultra-violet or even 
X-ray region of the spectrum, while the spectrum line, corresponding to 
some outer orbit, will be far down in the spectrum below the red. The 
frequencies of vibration connected with the second orbit of the hydrogen 
atom are in the visible part of the spectrum, with lines in the red, the 
green, and the blue. The series of lines instead of a single one is due to 
the fact that electrons may drop, not only from orbit 3 to orbit 2, but 



24 KLEOTBICAL PHOTOMETRY AND ILLUMINATION- 


from 4 to 2, 5 to 2. Dropping from orbit 3 into orbit 2 gives the red 
line, from orbit 4 into 2 the green line, and from 5 to 2 the blue line. If 
an electron should drop from infinity (i.e. any reasonable distance) 
into orbit 1, wo obtain a much higher series (X-rays). Hence the series 
is determined by the orbit into which the electron drops, and the position 
in the series depends upon the radius of the orbit whence it drops. (See 
also paragraph 2.05.) 

The reason why energy is radiated when an electron drops from an 
outer to an inner orbit is due to the fact that the electron gains a surplus 
of energy in the fall, this energy gained being double the difference of 
energy possessed in the two orbits, hence the balance is available and 
appears as light radiation, equal to hf, where h is Planck’s constant 
and / the frequency of vibrations. 

The probable reason for our not being able to perceive more than a 
certain octave is that vision would not be helped but rather hindered, 
inasmuch as many white objects as now seen would be dark or black 
under the shorter rays, and many transparent articles, such as glass, 
would be opaque. Objects would be similarly false in their effects, and 
therefore misinterpreted, if waves lower than the red were visible. 
Evolution has determined the range so visible as being best suited to the 
need of the organism. 

The following table gives the wave-lengths of the various radiations - 


Table 2.01. — Kauiations of Different W'ave-Lknuths. 


TyjK' of Wave. 

Cycles. 

Wave-Length in Vacuum 
or Air in cms. 

Aliemating curi*eni 

50 

0X10« 

Wireless telegraphy waves 

10® to 107 

3 X 10“ to 3 X 10“ 

Limit of electric waves . 

6xl0i« 

O-O 

Residual waves 

:i X 10^3 

10x10“ 

Infra-red rays 

SxlO^Ho 4x1011 

l OxlO-’to 75x10-“ 

V^isible rays .... 

4x1011 7-9 X 1011 

75x10-“ „ 38x10-“ 

Ultra-violet rays . 

7-9x1011 „ 30x1011 

38X10-“ „ 10x10-“ 

X-rays ..... 

30 X IQii upwards. 

10 X 10-“ downwards. 


The gap between the infra-red and the electro- magnetic wave is 
probably due to the difficulty in making an electro-magnetic detector 
of sufficiently small dimensions, and of isolating longer heat waves. The 
ultra-violet light from incandescent hydrogen is thought to be the longest 
type of X-rays known. 

Light travels at a speed of 3 x 10^® centimetres per second in a vaounm 
or free ether, and approximately at this speed in air and gases. When it 
strikes a denser medium, the speed is reduced, apd, since the vibration 
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takes place at right angles to the direction of travel, it follows that the 
edge of the beam, which strikes the denser medium first, is retarded, in 
the same way as the near side of a vehicle when turning a corner. We 
say that the light is refracted, and the ratio of the sine of the angle of 
incidence to the sine of the angle of refraction (which is also equal to the 
ratio of the speeds in the two media) (see fig. 2 . 01 ) is called the refractive 
index between the two media. 

We have 


sin $1 Vi 
sin $2 V2 


2.01 


When light ])as 8 es into a less dense ineduan, it is either refracted or 
reflected. Reflection takes jdace 
when the angle of incidence ex- [ 

cceds a limiting value, called the I 

“ critical angle.’’ If the refrac 
tive indices of two contiguous 
media be and gn'ater 

than >^2, then the critical angle 
for any incident ray ui th(‘ dense 
medium is the angle whose sine 

is — . This principle is made use 

of in prismatic globes and re- 
flectors. 

2.02. SPECTRA. -^We notice 
further that the waves of higher Fiu. 2 . 0 J. Kefiuctioii of Lijihl. 

frequency are retarded more than 

those of a lower order, as one would naturally expect. If we send a 
current of a very high frequency through a choking coil the damping 
action is enormous, whereas for a frequency of one or two cycles per 
second it is hardly noticed. It is tliis phenomenon which makes it 
])08sible to resolve a resultant ray into its constituent components, i.e. 
into a spectrum. 

Light from different sources jiroduces different spectra. For a 
tungsten filament, the spectrum is a continuous one, i.e, it shows ail the 
radiations from the red to the violet without separate lines. But the 
spectrum from a mercury vapour lamp shows only a number of lines on 
the dark background, of which the yellow-green and the indigo-violet 
are the most pronounced, the red lines being almost completely absent. 

A third spectrum is the band spectrum, which shows a number of 
bright bands, separated by dark spaces; but each band usually shows 
a number of colours, or radiations of different frequencies. Such spectra 
are obtained with gases at high pressure. 

If we have two lights, of which one is a gas through which the other 
is studied, it will be found that the gas absorbs those radiations of the 
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other, which it produces itself, while it is transparent for all other radia- 
tions. The minute particles of the gas, which have the same frequency 
as the radiations of the other light, are set in motion and absorb the 
energy of the impinging rays, whereas the other particles do not respond. 
We may therefore expect that the spectrum, looked at through a vapour 
light, will appear as dark lines on a bright background. In this case 
absorption has taken place, and we have a '' reversed spectrum. 

2.03. REFLECTION AND COLOURS. -Besides refraction and ab- 
sorption we have reflection, which may be of a twofold nature. If we 
use a polished silver mirror, it will b(^ foiind that a ray of light whi<*h 
impinges on it is reflected as a single beam, and that the angles of 
incidence and of reflection are equal. If, however, we take a sheet of 



white drawing-paper, the l)eam of light is scattered in an irregular 
manner. The first reflection is called regular, the latter irregular or 
diffuse reflection (see fig. 2.(>2). In both cases it must be observed that 
the intensity of the reflected light is less than that of the incident light, 
showing that either absorption or transmission, or both, have taken 
place. In the case of the silvered mirror it will be absorption only, at 
least as far as visible radiation is concerned, whereas for the drawing- 
paper it will be both. 

On the basis of the electron theory we may explain reflection as 
follows : When light impinges on an object, some or all of the incident 
ether waves are stopped by the revolving electrons of the substance at 
or near its surface. If the latter consists of a material such that the 
electrons arc capable of rotating at such speeds that they can vibrate 
at the same rate as the impinging ether waves, they will do so, and 
new trains of waves are generated in the object. We say the light is 
reflected. 

Light radiations consist of radiations of diflerent frequencies, dis- 
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tiiiguished by different colours. In dealing with these we must consider 
two questions, of which one refers to colour as a quality of a substance- 
we speak in this case of actual or objective colour, and it is independent 
of the nature of the light ~ and the other to the sensation of colour ; in 
other words, the apparent or subjective colour. In the latter class we 
must place the sensation given by a black body, while such substances 
which, although they are in the way of rays impinging on the eye, do 
not cause the sensation of colour, are c,olourless. 

For a given substance or body we must distinguish between surface 
(or opaque) and internal (or transparent) colours. In both cases the 
colour depends upon the infiuence of the substance upon visible rays 
(except when ultra-violet rays influence the colour). 

As regards surface colon/ we have the following : When rays inqnnge 
upon the surface of a body, a part is regularly reflected. Another ])art 
enters the substance to a <'ertain depth, whereby a fraction is absorbed 
and the radiant energy is transformed, usually into h(‘at. Another 
fraction is now returned and added to the regularly reflected rays, and on 
this depends the surface colour of the body and not on the regularly 
reflected rays. This is proved by the fact that a well-polished surface 
or mirror is itself invisible and shows no colour. If the fraction of the 
rays returned shows an excess of a given frequency, the body appears of 
that particular colour, which by no means implies that the body actually 
possesses this colour. The ap])arent colour depends upon the nature 
of the light. Thus, if the rays returned consist chieliy of radiations 
with a wave-length between 55 x 1()~® and 60x10“® cms., the object 
appears yellow. White light is the resultant of a number of rays of 
various frequencies in definite proportions, and if such light strikes a 
substance, and if in the reflected rays this proportion is not altered, the 
article will appear white. A perfectly white body, which reflects all rays 
and absorbs none, does not exist. Even the whitest magnesia slab will 
absorb 5 to 10 per cent, of the light. Also an absolutely blac.k body, 
which absorbs 100 per cent., has not yet been found. 

We usually consider diffused daylight as white, and a substance 
appears to the eye in its actual colour whe^ viewed in this light. 

The internal or transparent colour of a body depends upon the light 
transmitted through the body, or upon the absorption of definite rays 
within this substance. We even notice this effect in so-called opaque 
bodies, if we view a sufficiently thin layer of them. A thin gold leaf 
allows green, one of silver light blue, rays to pass. This vsubject is of 
importance chiefly in connection with solutions. A slight change in the 
chemical nature often entails a considerable alteration in the absorption 
of light rays, and thus in the colour seen. When only a part of the light 
is transmitted or returned, but this part includes the various radiations 
in equal proportions, the substance appears grey. 

Radiation is energy, hence it follows that substances which absorb 
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light must beconie heated, and black bodies more so than coloured and 
grey ones. This is one of the reasons why we wear white clothes in 
summer, dark ones in winter. 

Substances which reflect or absorb (or do both) all the light are called 
opaque, and those which transmit visible radiations, transparent to 
visible light. Perfectly opaque or perfectly transparent substances 
])robabIy do not exist. Quartz is very transparent, whereas glass is only 
so for a number of radiations, being opaque for others. For instance, 
invisible ultra-violet rays are largely passed by quartz, but little ultra- 
viol ('t light ])asses through glass. Other substances reflect light 
irregularly within themselves, but do not transmit it; they are termed 
tramluceht As has already been ])ointed out, a substance does not 
always have the same subjective colour. This depends largely on the 
nature of the light in which the body is viewed. Thus an opaque red 
substance, viewed in the green light of a mercury vapour lamp which 
possesses few red radiations, apjiears black. It would therefore be 
useless to employ such light where colours have to be distinguished, 
unless the missing radiations are sup])lied by other illuminaiits, as is the 
case in the Bastian lamp, to which is added an underrun incandescent 
carbon filament rich in red rays. 

Table 2.02 will give some idea of how some daylight colours will 
appear under various artificial lights. 

Table 2.02. — Davltoht ('olouks as they appear in Artificial Light. 




Colour of Incident Light. 


Daylight 







Colour. 








Red. 

Orange. 

Yellow. 

Green 

Blue. 

Violet. 

White . 

Red 

Orange 

Yellow 

Green 

Blue 

Violet 

Red . 

Intense red 

Seal let 

Orange 

Brown 

Violet 

Violet, with 







a red tint 

Orange . 

Orange-red 

Intense 

Yellow- 

Yellow 

A^iolet- 

Light red 



orange 

orange 

with a 

hrcvwn 






green tint 



Yellow . 

Orange 

Yellow- 

Yellow 

Yellowish 

Green 

Brown, 



orarijle 


green 


with a 







slight red 







tint 

Green . 

Reddish 

Yellowish 

Yellow- 

Intense 

Greenish 

Bine-grey 


grey to 
hi ack 

green 

green 

green 

blue 


Blue 

* Violet to 

Orange 

Green to 

Green* 

Intense 

Violet blue 


iuir{>le 


slate 

blue 

blue 


Violet . 

Purple 

Re(i- 

Yellow- 

Bhu.sh 

Blue- violet 

Intense 



inarotm 

niaroou 

brown 


violet 

Black . 

Purple- 

Deep 

Olive- 

‘ Brown 

Blue-black 

Violet- 


blaok 

maroon 

yellow 

(green tint) 


black 


An interesting paper on colour discrimination was read by Th^ B, 
llitchio before the Illuminating Engineering Society in London on 
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16th January 1912, The results are embodied in Table 2.03, which 
should be compared with Table 2.02. 

Table 2.03. CTianoes in the Appearance of (V)locjrei) Or.tect 8 
UNDEp Different Lfchts (Ritchie).* 


Description of 

Appear- 



Colour. 



Light Used. 

aiice. 

Brown 

Red. 

Green. 

Mauve 

1 Blue. 

Orange and 
Yellow. 

Bright diffused 
dttyligiit. 

Hlinsh 
wlnte or 
puie white 

Normal 

Normal 

Normal 

Normal 

Normal 

Normal 

Inveited O.I. arc 
hunp 

rdtiish 
white or 
pure white 

Normal 

Slight! V 
brmhter 
than 
normal 

Normal 

Slightly 
darker than 
normal 

Normal 

Normal 

Enclosed arc 
lamp 

Hliiiah 

white 

Darkened 

Lightened 

fee\erfll 

shades 

Darkened 

Cull 

siderably 

Darkened 

slightly 

Darkeiu’d 

slighily 

Darkened 

slightly 

Metallic filament 
iiH-aiidebcent 
lamps 

Vell<<w- 

white 

Liglitciied 

uiid 

cliauged to 
leUdi.*,!! tint 

Hghtene<l 

many 

shades 

Darkened 

and 

changed to 
a yellower 
tint 

Changed to 
reddei lint 

P.irkem d 
and 

changed to 
puri)lish 
colour 

Brightened 

and 

changed to 
a more 
orange 
shade 

Inverteil incan- 
descent gas 

Greenish 

yellow 

Darkened 

Lightened 

many 

shades 

Darkened 

and 

changed to 
a yellower 
tint 

Darkened 

and 

changed to 
a redder 
tint 

Dai ken ed 
and 

changed to 
a more 
navy blue 

Brightened 

many 

shades 

Carbon filament 
incandescent 
lamps 

Orange- 

yellow 

Reddened 
in tint 

Lightened 

iiiau) 

shades 

Darkened 

and 

changed to 
! a yellower 
tint 

Darkened 

and 

changed to 
a pinker 
lint 

Darkened 

and 

changed to 
a much 
more puiple 
colour 

Brightened 

and 

changed to 
a deep 
orange 

Ordinary gas light 

Yellow 

Reddened 
in tint 

Lightened 

con- 

siderably 

Changed to 
a yellower 
green 

Changed to 
a pink rose- 
coloured 
tint 

Darkened 

and 

changed to 
a more 
navy blue 

Brightened 

and 

changed to 
orange 

White liame arc 
lamp 

Bluish 

white 

Slightly 
reddened 
in tint 

Lightened 

many 

shades 

Changed to 
a yellower 
tint and 
lightened 
slightly 

Changed to 
a bluer and 
dai ker 
shade 

Brightened 

and 

changed to 
a more 
intense 
blue 

Changed to 
a deeper 
and more 
orange 
colour 

Yellow flame arc 
lamp 

Deep 

yellow 

Darkened 

slightly 

Changed to 
a brick red 

Deadened 

and 

changed to 
a yellower 
colour 

Darkened 

con. 

siderably 

and 

changed to 
a purple 

Darkened 

and 

changed to 
a moi'e 
navy blue 

Changed to 
a deeper 
and more 
orange 
colour 

Mercury vapour 
lamp 

Pale 

blue-green 

Changed to 
a greenisli 
colour 

Changed to 
almost 
black 

Lightened 
con- ) 
siderably | 

Changed to 
a slate-blue 
grey 

Deadened 

Changed to 
a greenish 
yellow 

1 


In Table 2.04 are given the relative intensities of the various fre- 
quencies for different illuminants. 

It will be seen from this table that for colour-distinguishing purposes 
the flame arc with white light is nearest to daylight. The pure carbon 
arc with inclined carbons and the Moore tube with carbon dioxide are, 
Illumiimiing Bngimer^ February 1912, p. 63. 
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liowevor, ovt»n better, and should certainly be employed where the 
recognition of colours is of great im])ortance (see also hg. 6.50). 


Tatilk 2.04. — Relative Intensities of Various Frequencies 
FOR Different Illumtnants. 


Type of Light. 

Red. 

\"ellow- 

green. 

(Ireen. 

Blue. 

Daylight ..... 

10 

1 

10 

10 

Petroleum . 

21 

1 

o- 7 :i 

012 

Incandescent gas 

1-21 

1 

0-88 

0*22 

Incandescent elect? ie (carbon) 

1-9 

1 

0-77 

0-22 

'Fungsten .... 

J-0 

1 

0-80 

0-30 

Nernst ..... 

Pure carlxm arcs, with vci*tical 

1-7 

1 

0-74 

0-18 

carbons ..... 
Flame arcs, with inclined carbims 

L.3r> 

1 

0-97 

0*45 

(white light) 

0*97 

1 

1-21 

1-05 

Mercury vapour arc 


1 

0*78 

0-58 


2.04. PRODUCTION OF LIGHT. TEMPERATURE RADIATION.*- 

As far as electric lighting is concerned, we have to consider, in the 
majority of cases, heat radiation. If we heat a substance more and more, 
the frequency of the major radiation emitted is increased until the 
radiation itself becomes visible. Thus in the lowest temperature it 
commences in the red, passes then into the yellow, and finally into the 
white, A further increase in the temperature produces a bluish-white 
light, i.e. the blue- violet rays predominate if the substance has not 
already fused. For a given power input the temperature keeps on 
increasing, but the rate of increase decreases with the rise in tempera- 
ture due to dissipation, and when a given temperature has been reached 
the rate of dissipation of energy equals the rate of generation, and no 
further increase in the temperature takes place. 

The dissipation is due to radiation, convection, and conduction. If 
the radiator is placed in a vacuous globe, as is the case with most in- 
candescent lamps, the dissipation can take place by radiation only, so 
that the power of radiation must be equal to the input, neglecting the 
slight losses through the leading-in wires. t This radiated power is, 
according to Rtefan, for a perfect radiator or black body expressed by 

.... 2.02 

in which is the absolute temperature of the radiator, that of the 
surrounding media, S the radiating surface, and A a constant. 

* An excellent article on “ Modem Theories of Light,’* by S. Dnshtnan, will be 
found in the (General Mkctric Rmew, 1914, p. 185, 
f This is allowable for long filaments. 
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In lighting W(' deal mostly with high temperature, so that 
neglected and 

TV -AS// .... 2.03 

Stefan's law remained for a considerable time unconfirmed. Lummer 
and Pringsheim, in 1897 and 1900, })roved that it is perfectly correct for 
an absolutely black bod}% For other bodies the law holds very approxi- 
mately only. 

The value of A is 5-32 ^ 10 watts per square centimetre. 

A perfectly black body, which absorbs all radiations and reflects none, 

is, of course, an ideal conception. Lamy) and j)latinum black apy^roach 

it, however, within 2 y)er cent. The conccy)tion of such a body is of great 
convenience, since it affords a standard tor comy)ari8on. Su})]) 08 e we 
have a closed opaque tube containing two substances and the whole 
maintained at the same given temyjeraturc, then the radiation of one 
and absorj)tion by the other must be counterbalanced by the emission 
of the second and absorption by the first. It does not matter what the 
substances are. One may be carbon (with high absorption) and the 
other quartz (highly transparent). If the quartz absorbs little, it follows 
that the carbon must emit little, and if the carbon absorbs practically ail 
the radiation falling upon it from the quartz, the emission from the latter 
must be small. As the temperature is increased, not only is the total 
ra<liation increased, but also that of each wave-length. If we call the 
radiant energies and P^ for quartz and carbon respectively, and and 

? a 

the ab8ory)tion coefticients, wo have -p = ~. If now we rejdace the 

J f (l^. 

carbon by a perfectly black body we get — — since 

for a black body is unity. 

Sy)eaking generally we thus have 

P-P^xr/ 2.04 

This means that we can study the laws of radiation of any substance 
by comyiaring it with a black body. 

Lummer and Pringsheim constructed a special apyiaratus which took 
the place of a black body. It consisted of a closed opaque tube with a 
small hole at one end, the hole being small ^compared with the cross 
section of the tube. Any radiation entering the hole is either absorbed 
directly or after repeated reflection, so that the tube acts as a black body. 
Consequently, any radiation emanating from the hole is the same as that 
from a black substance.* Experiments carried out over a range from 
about 100 to 1200 degrees C. showed results agreeing well with the 
figures calculated from Stefan V formula. 

* See also D. Owen, ItecerU Physical Research, p. 105, for a description of Keene’s 
mseiver. 
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If is the energy radiated for a wave-length A, then 

PR=//xrfA = AS(V-/s«)=5-32 V watts . 2.05 

Plotting the energy distribution as function of the wave-lengths we 
obtain the curves in fig. 2.03. 

It will be seen that the maxima of the curves if joined together 
would give a line which bends towards the direction of shorter wave- 
length. In other words, the more we raise the temperature, the shorter 
becomes the wave-length for which the energy radiated is a maximum. 

140 
ISO 
120 
ito 
100 
90 

eo 

70 
60 
SO 
40 
30 
20 
10 
0 

12 3 4 5 exio'ems 

WAVE LENGTH. 

Fin. 2.03. — Knerpy Distribution in Black-Body Radiation. 

Wien has connected these quantities; he stated that the wave-length 
for which the radiant energy of a black body is a maximum is inversely 
proportional to the absolute temperature, or 

Xi = comt£Lr)t== A' . . .2.06 

In other words, if we plot the power as function of Aj^^x. ^ iBstead of A, 
we obtain c.urves whose aniiditudes have all the same abscissa. 

Combining this with Stefan’s radiation law we obtain 

Pr max. constant =B' . 2.06o 

Equation 2.05 is also called Wien’s displacement law. 

Prom equation 2.04 it will be clear that at any given temperature 
the black body radiates the greatest possible amount of energy, since a is 
greatest. This, however, does not mean that it is also the best material 
to be employed. Carbon is the substance which, from the standpoint of 
utility for temperature radiation, a.ppro aches the black body most clOfteIjr. 
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But although it is the most refractory body known, it unfortunately 
evaporates at comparatively low temperatures and deposits carbon on 
the inside of the vacuous globe, which partly absorbs the light, and as 
the resistance increases with a reduction in the size of the filament, a 
further decrease in the current and in the candle-power results. When a 
reduction of 20 per cent, has been reached, the lamp is usually considered 
useless. This reduction is obtained the sooner, the higher we raise the 
temperature, and hence the latter is limited for commercial reasons. 
Where the price per unit of current is high, it pays to run the lamps at a 
high efficiency, even if they last for a comparatively ‘»hort time. Five 
hundred to seven hundred hours used to be considered an average 
economical life for carbon filament lamps. Wherever light is to be pro- 
duced, we should see that ad the power in})ut is radiated and none con- 
ducted away or lost by convection ; consequently, the use of a vacuous 
globe, even if a filament would last in air, is still to be recommended to 
prevent conduction and convection losses. Jn the gas- filled lamp the 
convection losses are reduced by winding the filament in a helix. 

Hence, although carbon is the most refractory body we have, it does 
not follow that it is the best material for incandescent lamps. A material 
may have a lower melting-point than carbon, and yet the temperature 
at which it commences to evaporate may be higher. Carbon cannot be 
worked commercially at a higher temperature than 1800 degrees C., but 
tungsten can, since its evaporation-point does not lie much below its 
melting-point, which is 3360 degrees C.* when the intrinsic brightness is 
7200 candles per cm. 2 . We can raise the temperature of a tungsten lamp 
until it absorbs 1-25 watts per mean spherical candle against 5 for the 
carbon lamp. As tungsten does not evaporate, the lamp does not 
blacken, as long as the vacuum remains good, and it may be kept on until 
the filament breaks. A blackening is always caused by an imperfect 
vacuum, which, however, does not always develop immediately after the 
installation of the lamp, but may occur after the lamp has been worked 
for a considerable time. 

We see from these remarks that the efficiency of incandescent lamps 
can be further increased by discovering a substance which is still more 
refractory than carbon and tungsten, and has an evaporation-point near 
its melting-point. 

Equations 2.06 and 2.06a do not tell us finy thing about the actual 
distribution of energy as function of the wave-length. Moreover, the law, 
according to which the area of the curve between the limits of the visible 
spectrum varies, is different from that governing the total area of radiant 
energy. In addition, the radiations of different wave-lengths have various 
values as regards their power of producing the impression of light. 

Lummer and Pringsheim have shown that the luminosity at low 
temperatures increases proportionally to the thirtieth power of the 
* Worthing, Journal of Franklin Institute (181), p. 417, 1916. 


3 



34 ELECTRICAL PHOTOMETRY AND ILLUMINATION. 


temperature, whereas at high temperature the exponent is only 12. 
Wien has connected the intensity of radiation, the wave-length, and the 
temperature of a black body by the following formula : — 

rK^ASA-^€-£ .... 2.07 

in which is the power radiated in watts, A and C are constants, S is 
the radiating surface, A the wave-length, t the absolute temperature. 
The value of C is 147. 

If we consider this equation, we see that when A is large, the first 
factor (A8A~^) decreases very rapidly, and is zero for A — infinity. But 

the other factor /ij rises to unity for A— infinity . On the other hand, 
when A=0^ the second facLor is 0 and the first one grows to infinity. 
Between these two limits P„ rises and falls. If we integrate from A—0 to 
A — infinity, we get 

Pu-AS/'* 2.08 


The maximum power is radiated at temperature / for a wave-length 
^=--\nav. sivcn by 


and 


dX 


=(», tX 


luax. — 


147 

5 


0-294, 


0-294 


2.09 


With this equation we can find the wave-length of a black body for 
any given temperature, or the temperature corresponding to a given 
wave-length. 

Take a carbon filament (considered a black body) 100- watt lamp 
with a radiating surface of 1 square centimetre. The temperature is 
expressed by formula 2-03, viz. 

tf~t= ^ I ! ^ “ == 2080 degrees absolute or 1807 degrees (\ 

\J lx 5-32 

^ centimetres, 

which is outside the range of visible wave-lengths. The eye is most 
sensitive to wave-lengths of the order of about 54-5 X 10“® cms. (for 
average intensities), whence 

^max. = rT— ^^=5^20 degrees absolute 
54 X 10-® ® 

=5147 degrees C., 

which is far above the temperature even carbon will withstand. This is 
about the temperature of the sun. 

While for a given temperature a black body radiates most power, 
platinum is at the other end and radiates least. The substances to be 
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employed for temperature light radiation must thus lie between these 
two, and it is important to know also the laws of radiation for platinum. 
Wc have 


. J)-263 


2.08a 


2.09a 


In fig. 2.03 two dotted curves are given for platinum, which show that 
whereas the total energy radiated by a black body for a given tempera- 
ture is greater than for platinum, the curves for the latter move closer 
to the visible end of the spectrum which lies to the left of abscissa 7, so 
that the light-giving efficiency of platinum is greater than that of an 
absolutely black body. In fact the latter is the most uneconomical of all 
substances. This advantageous quality of platinum is called '' selective 
emission.” 

Lumnn'.r has recently been able to obtain exceptionally high tempera- 
tures by placing the electric arc under high })rcssures. The following 
figures give some relative indications in round figures of the results 
obtained : — 


Pressure in 
Atmosj)herc8. 

Absolute Temperature 
in Degrees Centigrade. 

Intrinsic Brightness. 
(Relative.) 

1 

4300 

10 

2 

4000 

20 

3 

4800 

30 

4 

5000 

40 

5 

5100 

5-0 

10 

5500 

9-9 

15 

5700 

13() 

20 

5900 

170 

22 

6000 

18-0 


It remains to be seen how far this property may be usefully employed 
for practical purposes. 

We see from this that, as far as temperature radiation is concerned, 
we should raise the temperature of substances as high as possible; the 
material does not matter so much as long as it can withstand the tem- 
perature, and does not evaporate. On account of evaporation, carbon, 
which is more ref ractory ’ than tungsten, must nevertheless be run at a 
lower temperature than tungsten if such a filament is to be a com- 
mercial article. 

Obviously, the best substance would be the one for which the fraction 
of visible radiation is high. Looking at fig. 2.03, we see that of the total 
radiation the part lying between 38 x 10“® and 75 x 10“®, representing the 
visible spectrum, would be small indeed. For an ideal radiator the curve 
representing the radiant power as function of the wave-length should 
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reach a maximum within or near the visible spectrum, as indicated in 
fig. 2.04 by curve B for the firefly.* Curve A represents the energy 
curve of a carbon glow lamp. The shaded and black areas represent the 
energy radiated as light for firefly and glow lamp respectively. We see 
the enormous efficiency of the former compared with the latter. Curve B 
is, however, no longer governed by the laws of black-body radiation, and 
we speak in this case again of selective, instead of temperature, radiation. 
The ordinary arc lamp is a temperature radiator, and the maximum light 
is obtained from a crater in wffiicli the carbon is near the boiling-point. 
If, however, the carbon is impregnated with salts, we have, besides 
temperature radiation, a considerable amount of vselective radiation, or 
luminescence, with a result that the light-gi\ing efficiency is greatlv 
increased. The light is now chiefly emitted by the flame and not by the 
crater, and the magnitude of selective radiation is suflicient to affect 
the colour of the radiation, and is thus readily noticed. In the ordinary 
arc selective radiation is small, and could be determined only by measur- 
ing the radiation of each wave-length and comparing the result with 
black-body radiation. The subie(*t will be further considered under 
luminescence. 

In incandescent lamjis the radiation is chiefly of the tem 2 )erature type, 
and the colour of the light depends mainly thereon and not on the 
substances emjfloyed. The higher the temperature, the whiter and more 
efficient the light. 

In fig. 2.04a energy curves for various illuminants arc given as 
function of the frequency, which are self-exjilanatory. 

2.05. CORRECTNESS OF RADIATION FORMULA. Neither Wien s 
formulae (2.07) nor that suggested by Kaylcigh, viz. 

Fn=AHX-H . . . 2.10 

give results which agree with experimental results over the whole range 
of radiation. The former is correct only for low values of Xt, and is thus 
applicable in the visible region of the lower spectrum at lower values of t. 
Rayleigh’s formula gives results agreeing with experimental results 
only when Xt is large. Yet both formulae are based on logical arguments 
from the principles of thermo-dynamics, such as the principle of the equi- 
partition of energy ; the existence of radiation pressure, the magnitude 
of which is calculable from electro-dynamic equations ; the second law 
of thermo-dynamics, which says that a colder substance cannot part with 
energy to a hotter one without an external agent ; and the Doppler 
principle of the change in wave-length of a ray with change in position 
of the source. 

The failure of both these formulae to account for experimental data 
showed conclusively that ordinary methods were not applicable in 
attacking this problem; but as the method of reasoning adopted in 
♦ H. E. Ives and W. W. Coblentz, BuU, of Bureau of Standards, vol, vi. 




Energy Oiktribution In VaHous IMuminants. 
Fio. 2.04<i, — ^Badiaat Eaergy Curves. 
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arriving at these equations was perfectly logical, the only result could be 
a questioning of the accuracy of the fundamental principles upon which 
the argument was based. 

Planck started by denying the general validity of the principle of the 
equi partition of energy, which states that for any system in equilibrium 
the total energy is divided equally amongst the different degrees of 
freedom of the system, yet made use of the fundamental electro- 
dynamical equations which rest thereon. Biich a theory may justly be 
questioned, yet the results obtained agree with ex})erinmntal results 
over the whole range of radiation. Planck's theory implies that, since 
energy is always contained in the oscillator in exact multiples of an 
energy unit, both the absorption and emission of energy by the oscillator 
must take place disco n fin uously. Planck subsequently assumed that 
emission alone takes place discontinuously, while the absorption is 
continuous. At the instant at which a quantity of energy, hf, where /? 
is Planck’s unit or constant — 6*54 x erg, and / the frequency of 

vibration or radiation, has been absorbed, an oscillator has a chance of 
emitting the whole of its unit, a chance which, however, it does not 
necessarily take. H it misses fire, it has no otlier chance until the 
absorbed energy has risen to 2hf, when it has again a chance of throwing 
out its two whole units, but nothing less, and so on. The ratio between 
the chance of not emitting when crossing a multiple of hfsnid the chance 
of emitting is assumed to be proportional to the intensity of the radiation 
which is falling upon the oscillator. 

Einstein has termed the quantity of energy, hj\ a light quantum. This 
view of light emission and absorption requires thus a complete reversal 
of our conception of the structure of light, and we have here an atomistic 
theory of energy, which is now largely confirmed by the investigations of 
Rutherford, Bohr, and others. At sufficiently low temperatures the 
atomic heat decreases with the temperature and tends to become zero 
at the absolute zero of temperature, at which bodies are really solid, 
since the movement of the electrons around their nuclei ceases. 

Planck’s formula of radiation reads 


in which 



P«=AS- 


- 


3x1010x6-54x10-^7 
1-34 X 10-10 


= 1-47, 


2.11 


c being the velocity of light, h Planck’s constant, and k a universal 
constant equal to l-34xlO-io erg per degree; t represents again the 
absolute temperature. This formula gives correct results for the whole 
range of radiation. 

It is of interest to know that, while the application of the quantum 
theory to radiation suggests emission and absorption of energy, which is 
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discontinuous as regards iime^ tlie observations on emission of electrons 
by X-rays and ultra-violet light leads to the conclusion that the dis- 
continuit}/ exists also as regards space. This means that, in order to 
account for the fact that the X-ray carries over unimpaired the energy 
of the electron which produced the X-ray to another electron which is 
ejected by the ray, it is nec^essary to assume that the amount of energy 
represented by it keeps together as an entity or quantum throughout the 
different transformations. As Planck said in a lecture in 1919 : “ What 
becomes of the energy of a light-quantum after completed emission ? 
Does it spread out in all directions in the sense of Huygen’s wave theory 
until it is lost in infinite rarefaction, or docs it move like a projectile in a 
single direction according to Newton’s corpuscular theory ? In the first 
case the quantum is no furtner able to concentrate its energy on a single 
space sufficiently in order to eject there an electron from its nucleus ; 
while in the second case the triumph of Maxwell's theory, the continuity 
between the static and dynamic fields, and the full understanding into 
the })henomena of interference would have to go, both disagreeable 
consequences.” 

The principal substances employed for temperature radiation are 
carbon (a metalloid) and tungsten (or Wolfram, a metal). Platinum 
and iridium are not sufficiently refractory to give good efficiencies, but 
tantalum and osmium have been used. Osmium has an evaporation- 
point close to its melting temperature, and may thus be run at a higher 
efficiency than carbon ; but it is a very rare metal, and the demand could 
not be supplied. On the whole it is held that as regards metals for 
temperature radiation the limit of efficiency is set by the melting-point, 
whereas in carbon it is the evaporation temperature. Agreement on 
this point does, however, not exist, it is quite possible that the greater 
efficiency of metal filaments depends on the greater density. The more 
space a substance fills, the greater are the losses and the more power 
must be conducted to the filament to maintain a given temperature. 
Also the less dense a material, the worse is the contact between the 
particles of which the filament consists, and hence the greater is the 
resistance at the points of contact, and thus also the greater is the heat 
generated. This means that the temperature inside the filament will be 
the greater the less dense its structure, and may reach values which lie 
near the melting-point when the outside terfiperature, which alone can 
be measured, is far below this value. This is largely proved by the fact 
that the pasted tungsten filament cannot be run at such a high tempera- 
ture as the more dense drawn-wire lamp. 

Bare earths, such as the oxides of yttria, zirconia, erbia, and thoria, 
are also employed as glowers in temperature radiation. 

2.06. MANUFACTURE OF INCANDESCENT LAMPS, CARBON 
FILAMENTS.— Pure zinc-chloride with acid reaction is dissolved in 
water to a specific gravity of 1*800, It is then placed in a vessel having 
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a water-jacket so as to keep the solution at a temperature between 
70 and 100 degrees C. In this solution best cotton-wool or Swedish 
filter-pa 2 )cr is dissolved, employing 80 to 150 grams of cotton- wool to 
1000 cubic centimetres of zinc-chloride solution — the quantity depending 
on the temperature and size of the final thread. This solution should be 
stirred to hasten -the juocess. When it shows a uniform consistency and 
appears like treacle it is withdrawn into glass flasks. The latter possess 
stop 2 )ers with two holes, into one of which fixes a tube connected to an 
evacuated vessel, while the other contains a feeding- pipe leading from the 
zinc-chloride solution of cellulose. Means are employed to secure the 
proj^e" filtering of the mass into the flasks. When they are about two- 
thirds full the feeding-pijie is disconnected and the mass is kept under a 
vacuum, the heat being maintained at about 80 degrees V. The vacuum 
removes all air and uncombined water. When this jjroccss is complete 
we have a thick })aste ready for squirting. This is done by joining the 
flasks to a source of air pressure, -which forces the mass through the other 
tube and a number of distributing tubes connected thereto, and then 
through jets of various sizes, depending on the size of the filament. The 
jets are placed over glass cylinders containing methylated alcohol with a 
little hydrochloric acid, in which the filament sets or becomes hard. 
The hydrolised cellulose is dehydrated by the alcohol. The thread is 
then carefully removed from the cylinders, thoroughly washed, and dried 
on drums. A good thread should now be transparent and strong, it is 
next cut to the required length and wound on rods of carbon or porcelain. 
A number of these rods are then embedded in charcoal or plumbago, 
within crucibles ; the latter are jilaced in furnaces, the temperature of 
which is raised to 300 and then to 500 degrees C., this temperature being 
maintained for ten hours, and then to 2500 degrees C. for six hours. 
This process is called carlmnsirtg. The filament is now hard and homo- 
geneous, but requires uniformity in thickness. This is obtained by 
flashing — process in which the filament is placed in an atmosphere of 
hydrocarbon gas, such as coal-gas, or benzine, and heated to incan- 
descence by an electric current. The thinner, and consequently hotter, 
parts of the filament receive a greater share of the carbon deposit from 
the gas than others, and uniformity in thickness results. The latter 
stage is shown by the automatic opening of a switch in the circuit of the 
lamp. The carbon filament is usually run at about 4*6 to 5 watts per 
mean spherical candle. 

Carbon has a negative temperature coefficient, from which it follows 
that the candle-power of such a lamp varies greatly on a variable supply 
pressure. The filament may, however, be metallised by firing it in an 
electric furnace after squirting, at a temperature of over 30C0 degrees C., 
before and after the flashing process. In this way a coating is produced 
which, although it consists of carbon, possesses the qualities of metals, 
t.e. it has a positive temperature coefficient. Its resistance is also lower 
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than that of ordinary carbon. The specific current consumption for 
commercial working is about 3 0 watts per mean sj^herical candle. 

After flashing the filament, it is placed in a bulb which is exhausted, 
first with a powerful air-pump and completely with mercury pumps. 
The final flashing occurs in the bulb. To remove all traces of oxygen, 
a solution of red phosphorus in alcohol is forced from an orifice in a 
revolving vertical tube into the sealing tubes, which are placed over it 
in turn. On heating the bulb with a burner, the phosphorus evaporates, 
combines with the remaining oxygen, and is deposited in a transparent 
state inside the bulb. Connections to the filament through the glass are 
made by means of platinum wires, which have the same expansion 
coeflicient as glass. 

2.07. THE NERNST LAMP. — The filament consists of rare earths, 
usually a mixture of two or more of the metallic oxid(‘s of yttria, zirconia, 
erbia, and thoria, the correct proportions being of im])ortance. These 
earths do not conduct the current when cold, but be(‘ome fairly good 
conductors at high temperatures. As metallic oxides do not oxidise 
further when glowing in air, the vacuous bulb is not necessary. A dis- 
advantage of this lamp lies in the preheating of the filament, for which 
a special heater is required. It consists of a fine platinum wire wound 
spirally (to get the necessary length) on a poicelain core and being covered 
with a thin coating of porcelain. The heater, which requires from 35 
to 100 watts, raises the temperature of the filament to about 700 degrees 
C. It is automatically cut out when the filament lights up. The 
filament is produced by mixing the oxides in a fine pulverised state with 
any binding substance to obtain a paste, from whi(‘h the rods are formed — 
being about 1 millimetre in diameter for a current of 1 ampere -which 
are then burned, causing the rods to sinter somewhat, and to harden. 
The resulting surface is a rough one. The length of the filament depends 
upon the voltage. 

The Nernst lamp burns in series with a ballast resistance in order to 
avoid damage to the filament with voltage fluctuations. To keep the 
filament aglow, a certain P.D. is required. If the latter is increased, the 
current rises; but for a given P,D., called the critical one, the current 
rises although there is no further rise in the pressure. The filament is 
thus in an unstable condition and in danger of burning through. The 
resistance is all the more necessary since metatlic oxides are electrolytes, 
and possess therefore negative temperature coefficients. It consists of 
iron worked near red heat, for which the specific resistance increases very 
rapidly, so that a slight increase in the voltage, and thus of the current, 
causes a considerable increase in the value of the ballast resistance, and 
therefore keeps the voltage across the filament fairly constant. The 
burner must be so chosen that the sum of the P.D.’s of burner and 
resistance is not less than the highest working pressure. To prevent 
oxidation the heater is sealed up in a glass tube filled with hydrogen, 
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The specific consumption of the complete lamp is about 3 watts per mean 
spherical candle. 

In spite of this resistance the (‘andle-j)ower varies considerably on a 
fluctuating voltage. 

2.08. METAL FILAMENT LAMPS. TANTALUM FILAMENT. The 

tantalum filament, due to Werner von Bolton, consists of drawn tantalum, 
obtained originally as a black powder, wliich is reduced to the metallic 
form in the electric furnace with the exclusion of air. In this state it is 
sufficiently ductile to be drawn into tliin wires. Its specific resistance 
is about 12 microhms ])er square centimetre per centimetre at ordinary 
temperature, and more than five times this value at proper incandescence 
temperature. The thickness of the filament for a 25-candle lamp is 
about 0-05 millimetre, and it requires a length of about 6 millimetres 
per volt. 

2.09. THE PASTED TUNGSTEN LAMP is made by different pro- 
cesses, that of the Osram lamp being as follows : Paste of finely divided 
tungsten with gums of dextrine is squirted through diamond jets under 
very high pressure. The resulting thread is heated, with the exclusion 
of air, by means of the electric current, which causes the filament to 
sinter. This sintering is carried out in gases which attack the binding 
material, so that finally pure metal is left. 

The diameter of the jet is ()-()55 millimetre, that of the resulting thread 
()-()5. This shrinks after sintering to ()-()3 millimetre. The amount of 
shrinking depends upon the quantity of the binding material, and is 
usually 84 per cent, in volume and 65 jjer cent, in length. 

The filament is elastic, but brittle ; it can be bent round rods 
1 centimetre in diameter, and after bending it returns to its old form. 
It is fastened to the leading-in wires by melting the ends of the latter to 
globules to surround the filament. Tliis is accoJiiplished with the 
electric arc. 

The exhausting of the globe takes longer than that of the carbon 
filament, as more gas is occluded. 

2.10. JUST-WOLFRAM LAMP. — The manufacture of the Just- 
Wolfram lamp is somewhat different. A thin carbon filament of ()'02 to 
0-06 millimetre in diameter is placed in an atmosphere of volatile tungsten 
compounds and hydrogen. The compounds are chlorides and oxy- 
chlorides of tungsten. The filament is then heated by the electric 
current, causing tungsten to be deposited on it and the compounds to be 
reduced by the hydrogen. To reduce the filament to pure tungsten, it is 
placed in hydrogen gas, having a pressure of about 20 millimetres of 
mercury, and heated by means of the current to a white incandescence. 
The carbon then combines with the tungsten to form a carbide, and 
the change is so complete that the filament is left tubular, without a 
trace of carbon being detectable. The filament is next placed in an 
atmosphere of hydrogen with a little steam and raised to a high tern- 
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perature, which causes the carbon to oxidise so that tungsten alone 
remains. The filament is fixed to the leading-in wires by a paste con- 
sisting of finely divided tungsten and coal-tar or gum. These paste 
mounts are dried and made red-hot before the filament is placed into 
the bulb. 

2.11. MANUFACTURE OF DRAWN TUNGSTEN LAMPS.- The 

original material consists of oxides of tungsten. Before it can be made 
into wires, the material must be pure, i.e. it must be free from oxide, iron, 
and nickel, and contain not more than 0-05 per cent, of carbon. The 
latter requirement makes it impossible to melt the material and draw it 
in the manner in whicli iron wire is manufacdured, as carbon crucibles 
would have to be used. The material muet also be free from sulphur, 
phosphorus, arsenic, antimony, selenium, and tellurium. The metal 
must be homogeneous before it can be drawn, and this can be obtained 
very gradually only. Air must be excluded as much as possible. There 
are six stages in the manufacture. 

(a) Manufacture of Metallic Powder. — The raw material is a trioxide 
of tungsten, and this is reduced at a high temperature in a stream of pure 
hydrogen into pure tungsten. The higher the temperature, the more of 
the trioxide evaporates and the coarser are the resulting crystals. If the 
temperature is below 1000 degrees C., not all oxygen is removed. 
1000 degrees C., or a little more, gives a fine black powder. 

(b) Pressing the Powder into Bars.— The powder is pressed into bars 
4 millimetres thick (square) and 13 centimetres long in special hydraulic 
presses at a pressure of 5000 Kg./ciu.^. Even now the resulting bars 
easily fall to pieces, especially if the powder is too fine or too coarse. 
Air must be excluded as much as possible, as air bubbles break the bars 
when they are taken out of the press. 

(c) Hardening of the Bars. — The bars are so loose that even rough 
touching will make them fall to pieces. To prevent this they are placed 
into ovens (tubular) and heated for one hour to a temperature above that 
to which they were previously subjected (>1000 degrees 0.). This is 
done gradually, first to a red heat and then up to the required value. 
What happens during this process is not quite clear. It is probable that 
traces of steam cause (by partial oxidation) the formation of gaseous 
oxide, and a repeated reduction a recrystallisation of the metal, which 
leads to a greater density of the bar. 

(d) Sintering of the Bars. — This takes place in an electric oven with 
the exclusion of air and the inclusion of hydrogen. The temperature 
is gradually raised to about 2850 degrees C. The oven consists of two 
tubular terminals, between which the bar is stretched without tension. 
The terminals are water-cooled. The inside of the oven can be filled 
with hydrogen gas, the oven being made gas-tight with mercury. The 
current finds the highest resistance where the particles of tungsten are in 
contact. The current here causes a melting of the corners, the crystals 
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move close together, the resistance drops, also the temperature. The 
current is then increased and the process is repeated. This goes on until 
the material has become dense and homogeneous. This process must be 
carried out carefully and slowly. The reduction in volume of the bar 
during the sintering process is about 14 per cent. To heat bars of 
16 to 20 square millimetres section a current of 53 amps./mm.^ is required 
for 2650 degrees C., and of 57 amps./mm.^ for 2730 degrees C. 

(c) Hammering and Rolling Process.— The sintered bars are still 
brittle and break if dropjied from a height of 30 to 40 centimetres. 
They can be worked now at a temperature of 1200 to 1300 degrees C. 
But at this temperature they oxidise easily, so that also the ensuing 
mechanical treatment must be done with the exclusion of air. The 
hammering takes place in sjiecial machines. Two hammers are resting 
in a rotating drum. At a speed of 250 revolutions per minute the 
hammers fly outwards by centrifugal force; by doing so they come into 
contact with rollers which throw them back against the bar under 
treatment. The bar rotates also, and is moved quickly forward so that 
about 4000 beats per minute work the bar very uniformly. It is heated 
previously in an oven filled with hydrogen gas up to 1300 degrees C. and 
then quickly placed in the hammering-machine. The latter itself is fed 
with a stream of hydrogen. The feeding of the bar must be rapid 
enough to prevent two beats on the same spot. A bar of 6 millimetres 
diameter has to be passed through the machine about fifty times before 
it is reduced to 1 millimetre diameter. About sixteen swages are wanted 
for this. When a diameter of 0-75 millimetre is reached the wire has 
become sufficiently ductile to be drawn. 

(/) Drawing Process. — I'he drawing-machine consists of a circular 
piece of metal in which a diamond die is fixed. The metal is fixed in 
two clamps and surrounded by a circular gas tube, which has a number 
of jets whereby the metal piece is heated. Before the wire enters the 
die it is passed through a slot in a cylindrical bar, which is also heated by 
a gas jet. The die is lubricated with graphite lubricant, consisting of 
flaked Acheson-graphite in water. Before the wires enter the die, they 
must be pointed. This could be done on a carborundum wheel, but is 
usually done chemically, by using the ends as electrodes placed in molten 
potassium -nitrite or a diluted solution of potassium cyanide (thin wires). 
The dies decrease in diameter for wires 'from 0*65 to 0*35 millimetre 
by 0*0125 millimetre; for wires from 0-35 to 0*1 by 0*0065 millimetre; 
for wires from 0*1 to 0*075 by 0*003 millimetre; for wires from 0*075 to 
0*035 by 0*0025 millimetre, and for thinner wires by 0*00126 millimetre. 
Thus a hundred dies are wanted to reduce a wire to 0*025 millimetre from 
one originally 0*65 millimetre thick. The temperature for wires from 
0*65 to 0*45 millimetre should be 650 degrees C, ; for 0*25 millimetre, 
500 degrees C. ; and finally 400 degrees C. The wire is blue-blaok when 
finished, largely due to the graphite lubricant. To make it bright it is 
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passed through a glass tube, filled with hydrogen, passing it over two 
rollers sufficiently hot to heat the wire to a red heat. 

Drawn-wire tungsten lamps are extraordinarily strong and ductile, 
and a wire of 0-015 millimetre would support 100 grams before breaking, 
which is equivalent to a breaking stress of over 60 tons per square centi- 
metre. With an increase in the thickness the breaking stress drops, 
and is only 25 to 30 tons per square centimetre for wires 0*1 millimetre 
thick. 

2.12. GAS<-FILLED LAMPS.* —A tungsten filament 0-127 milli- 
metre thick, when run at a temperature of 2850 degrees absolute, will 
last from two to five hours when burned in a vacuum, with a consumption 
of 0-40 watt per candle, wffiereas in an inert gas at atmospheric pressure, 
such as nitrogen, it will last eighty to a hundred hours, showing a con- 
sumption of about 0-65 watt per candle. If the size of the filament is 
increased, the results are further considerably improved, the lamp now 
lasting several hundreds of hours, whereas the relative current con- 
sumption is diminishfid. This clearly shows that the efficiency of 
incandescent lamps may be greatly improved by running lamps at a high 
temperature in an inert gas to reduce evaporation, if care is taken that 
the convection losses are kept small. The relative loss of efficiency 
caused by convection is the greater the thinner the filament, and the life 
depends on the relative and not absolute decrease in the diameter 
caused by evaporation. If the rate of evaporation per unit area of 
filament were the same for large and small wires, the lives of lamps run 
at the same tem^^erature would be proportional to their diameters. 
Actually they are approximately proportional to the square of the 
diameters. 

This being the case, we must endeavour to obtain a large diameter 
for the filament. The wire for a high-voltage lamp is, however, very 
thin, so that the desired result is best obtained by winding the filament 
in a close helix. The diameter of such a helix is limited by sagging, 
which occurs if the mandril used is too large. The weight would pull out 
the helix and alter the characteristic of the lamp. If there should be a 
weak spot in such a filament, and the latter open out in this position, 
convection and radiation losses would increase and prevent local over- 
heating. 

The gas-filled lamp is provided with a long neck, so that any tungsten 
which evaporates is deposited there by convqction currents in the gas. 
Consequently, the globe itself remains clear for a considerable time, and 
the useful life of the lamp is almost equal to that of the ordinary vacuous 
globe filament. 

The greater the diameter of the filament the smaller is the specific 
consumption, and with wires carrying 20 amperes it is only half a watt 
per mean spherical candle. For these heavy currents platinum as 

* See also Langmuir and Orange, General Electric Review^ December 1913, p. 956. 
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leading-in wires have in some cases been discarded, and alloys having the 
same expansion coefficients as glass have been tried. Special glasses, 
into which tungsten or molybdenum wires can be sealed directly, are also 
employed. The supports for the helix usually consist of tungsten also. 
The loss through these is small. 

Gas-filled lamps may to-day be obtained from 30 watts upwards at 
220 to 250 volts, and for almost any intensity at voltages below 110. 

The light from these lamps is much whiter than from ordinary 
tungsten lamps, on account of the higher temperature, and approaches 
nearer to that of daylight in appearance (see fig. 6.50). 

2.13. CHARACTERISTICS OF TUNGSTEN FILAMENTS.* Consider 
first an ideal filament, ^.e. a long, straight thread with a uniform circular 
cross-section, of diameter d and length L consisting of pure tungsten with 
a definite resistance at a given temperature, with a highly polished 
surface, and assume that the terminals are at the same tem})erature as 
the filament, so that no heat is conducted away. The candle-power I 
and the j)ower P will be proportional to the surface, and we may place 
l = Kld and P = Kjld, where K and are coefficients depending solely 
on the temperature. The total lumens radiated by a filament are equal 
to 77^1 (see Chapter IV., paragraph 4.04), or n^l—TT^^Kld, The mean 

77^1 77 

spherical candle-power is = The resistance is expressed by 

R = K 2 ^, and as P = = or and V--y^PR, where Vis the 

voltage and the current, we obtain 


v= 


. 2.12 

> 


. 2.13 


Equation 2.12 tells us that for a constant temperature we must apply a 
P.D. proportional to the length and inversely proportional to the square- 
root of the diameter. Similarly, equation 2.13 informs us that the 
current required at constant temperature is proportional to the three- 
halves power of the diameter. 

From the values for P and I follows 


P 

I 


£1 

K 


watts per mean horizontal candle 


2.14 


The watts per mean spherical candle are - x-r. 

77 i 

The diameter of the wire is best found by weighing, as even a micro- 

* See also J. Langmuir, Oefieral Electric Revimv^ March 1916, p. 208, and Physical 
Review, 1912, p. 401. 
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meter gauge is not accurate enough. If is the weight of the wire in 
milligrams per centimetre length, then ^Z=0•008186V?^^ which is based 
on a density of 19*0 for tungsten, a value obtained by measurements on 
filaments which have been run a considerable time in lamps. 

In an actual filament the cooling effect of the leads has to be taken into 
account. For a given current passing through the lamp the candle-power 
is reduced by an amount 




0*()(]074 

T~ 


l(/~30()) 


2.15 


where V is the total voltage on the filament, I the total candle-power, 
and / is the absolute temperature of the central part of the filament ; 
300 is the absolute temperature of the surroundings (27 degrees C.). 

For a filament with a loop tln^ distribution is altered, but not the 
total flux. If, however, the filament is wound into the form of a helix, 
the watts and nu'an sph(‘rical candl(*s for a given length of filament are 
decreased. 

If the filament is heated in vapours of carbon comjiounds we obtain 
an increase in the ernissivitv, and the candle-power is augmented. Traces 
of carbon in the filament increase the specific resistance and lower the 
current. 

In vacuous lamps, the amount of gas present does not cause con- 
duction of any noticeable degree. For vapour juessures of less than 
0-7 millimetre mercury the heat conducted from a hot filament by the 
gas is expressed by 

]\-~-K^p(t - t^^) watts .... 2.16 

where p is the pressure of the gas in bars. A bar is equal to 0-00075 
millimetre of mercury pressure ( = 1 dyno/sq. cm.). Kr^— 24-9 x 10“® for 
nitrogen, 12*5 x 10"® for argon, 6-3 x 10~® for mercury, i is the absolute 
temperature of the filament, and /q that of the bulb; thus the 

temperature rise. 

P 

The following table, 2.05, gives values for K, K^, Kg, Kg, K4, and 

corresponding to various absolute temperatures I, 

Additional columns show the ratio : resistance hot to resistance at 
20 degrees C. (8) ; the pressure in bars (or dynes per square centimetre) 
(9); the evaporation of tungsten in grams ^ per square centimetre per 
second (10) ; the maximum current in amperes per square centimetre 
that can be obtained (11 ) ; and the ratio of the lengths of a filament at a 
given temperature to the corresponding length at room temperature 
(20 degrees C,). 

For ^=2500 degrees C., the amount of heat carried away by 

the gas is 0-055 watt for nitrogen, 0*028 for argon, 0-014 for mercury. 
Hydrogen cannot be used as it is dissociated above 1 500 degrees absolute. 
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The heat absorbed by dissociating gas is very much larger ; at one bar 
pressure it would be about 1 watt, and as for 2500 degrees absolute is 
235 watts, even this 1 watt is less than J per cent. Chemicallv inert 
gases do not influence the relationship between resistance and tern* 
perature, or between candle-power and temperature. 

For pressures above 500 bars (0*375 millimetre mercury) formula 
2.16 does not hold. 

As regards gas-filled lamps, the convection losses are considerable. 
According to Langmuir * the losses per centimetre may be expressed by 

.... 2.17 

in which cis a function of the diameter of the helix, but otherwise constant 
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Fig. 2.05. — <p as Function of the Absolute Temperature. 

for any particular gas, and ^=4*19 I M/, in which h is the heat con- 

ductivity of the gas at the absolute temperature t, in cal. /cm. degrees C., 
^2 is taken at the temperature t of the filament, and (f>i at that of the 
surroundings. For nitrogen ^ may be taken from fig. 2.05 and c from 
fig. 2.06. 

The interior portions of the helix have a brightness about twice that 
of the mantle surface, not due to increased temperature, but to reflection. 
The efficiency of a helix will thus be less than that of a straight wire, 
other conditions being equal. 

With the aid of figs. 2.05 and 2.06 we are able to calculate approxi- 
mately the size of a lament of a gas-filled lamp. It must, of course, 
* Physical Beview, June 1912, p. 401. 


4 
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be understood that all these calculations are only very approximate, 
and that the results of tests and experience are the final criterion. 
By winding the filament into a close helix, the internal surface of the 
coil is largely useless from a light-giving standpoint, so that the 
efficiency is considerably reduced. Gas-filled lamps arc run at 
about 2850 degrees absolute, or 2577 degrees C. A straight filament 
in a vacuum would then require about 04 watt per mean horizontal 
candle, but a filament wound in a helix and placed in strong nitrogen 
requires more. 

From experiments it has been found that the ratio of the current 
in the nitrogen -filled lamp to that which would be required to heat the 



Fig. 2.06. — 0 as Function of the Diameter of a Helix. 


same wire to the same temperature in a vacuum after uncoiling is about 
0-95. 


2.14. EXAMPLE.— We are asked to determine approximately the 
length and diameter of an ordinary tungsten lamp filament producing 
about 1257 lumens or 100 mean spherical candles, to be run from a 
220- volt circuit and to absorb 1-257 watt per mean spherical candle. 

The energy required is 125-7 watts, and the current therefore 


125-7 

220 


=0*57 ampere. 


1-257 watt per mean spherical candle is 1-0 watt 


per mean horizontal candle of a straight filament lamp. 

The temperature, according to table 2.05, is then about 2360 degrees 
absolute, so that, according to equation 2.13, 


whence d =0*0055 centimetre, 

V - 220 

and ^=^'\/d=x-TH^V^0‘O055‘— 127 centimetres. 

1^3 0-128 
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The cooling effect of the terminals affects the candle-power of the lamp 
by about 1 per cent. 

Example . — We are required to produce a 220-volt gas-filled lamp 
giving 160 mean spherical, or about 200 mean horizontal, candles at 
0-825 watt per mean spherical candle. Thus Ic=0-6 ampere. The 
filament is to be wound in a spiral with an outside diameter of d 5 = 0-025 
centimetre; the length of the spiral will then be expressed by 




200 


Kri ~^fr(Xr>^ 025^^ centimetres, assuming a temperature of about 
2850 degrees absolute. The heat loss by convection is expressed by 


= 7-27 X 2-()5(2-44 -0-04) =36 watts. 


The energy radiated is then 160 x 0*825 —36 ==96 watts. 

The same filament in a vacuum and uncoiled would require about 
5 per (;cnt. more current, hence, if wc want to use the formula) for vacuous 
lamps, we must place in equation 2.13 


whence 

and 


= - =0-00327, 


K. 


1930 


f/— ()()()45 centimetre, 
220 


/ = 


0-239 


V 0-0045 = 64-4 centimetres. 


The number of convolutions required to make up this length is 
64-4 64-4 

The&e take up a length of 
TTCi^ 77(0-025—0-0045) ® 

1000x0-0045=4-5 centimetres, so that there is for spacing between the 

convolutions 7-27 —4-5=2-77 centimetres available, the distance between 

two convolutions thus being 0-00277. We may check our calculation by 

seeing whether the resultant resistance is correct. 


I 117-5x64-4, 
^-^2^2-106x0.00452^ 


; 370 ohms, 


^ V 220. 
“ 0 - 6 ^ 


= 370 ohms. 


When a filament is very short the cooling ^"^ect due to the leads is of 
great importance. The subject has been fully investigated by 6. Stead, 
M.A., whose results are found in Journal of Inst, of Electrical Engineers, 
vol. Iviii. p. 107, to which the reader is referred. 

2.15. CANDLE-POWER AS FUNCTION OF THE VOLTS, AMPERES, 
WATTS, AND WATTS PER CANDLE. — The accompanying table, 2.06, 
shows the results obtained with various lamps. 
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Tablp: 2.06. — Results of Tests on Incandescent Lamps. 


Carbon Lamp. 

Neiiist Lamp. 

Tantalum Lamp, 

Osrani Lamj), 

L = 5'08x10-16V7 

= 16,0001,5 5 
= 39*2xl0-flp3i 

R = 610Ic~<>'214 

L = 0-28x 10“2OV»86 
= 536lr2 5 

= 3xlO-3P2i5 
= 1607;-187 
R-SIOIc-0’72 

Ia= 0-1I Xio-’V** 

= 16, 7001, »» 

= 6-4xlO-»P2« 

= 80-7»|-i" 
R=680Ic“3« 

I;i=0-16xlO~6V*o 

= 16,000lcC0 
= 5-8x 10-3P232 
= 527?-! 77 

R = 562L0-5 


in which J^=luminous intensity in mean horizontal candles, 

V = volts at the terminals of the lamps, 

Ic — current in amperes, 

P watts absorbed, 

7y== watts per candle, 

R — resistance in ohms. 

They are correct only as long as the variations about the normal 
values are not large. For instance, the candle-power voltage relation 
does not give a constant value for the exponent. A more correct result 
has been worked out by F. E. Cady, expressed by 


2 

ii 





where I 2 is the candle-jiowcr at the normal voltage Vj, and Xj is the value 
of X at this voltage, as given in the above table. B—0-05 for treated 
carbon, ()*()24 for tantalum, and 0-02 for tungsten. C = L2 for carbon, 
0*65 for tantalum, and 0*5 for tungsten. On the whole it is more con- 
venient to reckon with the simple equation 1 = KV^ and to plot X as 
function of the percentage voltage. For Mazda tungsten lamps the 
exponent may be taken from the table below : 


Table 2,07.- Variation of Exponent X. 


Percentage voltage . 

60 

70 

80 

90 

100 

no 

120 

130 

140 

X , 

3 68 

3-63 

3-58 

3-54 

3-50 

3-47 

3*44 

3-41 

3-38 


We see that as long as the voltage fluctuations are small we do not 
make much of a mistake by assuming X constant. 

Table 2.08 gives further information about the variations of Mazda 
lamps. 

* Electrical Review and Western Electrician^ vol. Ux. p. 1087, 1911. 
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Table 2.08. — Vakiations in Mazda Lamps.* 


Dejiendent VariabJo. 

lnde|Hmdent 

Variable. 

Symbol. 

Dc Unit ion. 

Value. 

C Jan die -power 

\’t)ltK 

' { 

Taken as 
fundamental. 

1 348 

Am port's 


t 


,, 

0-582 

Lumens ]jer watt . 

,, 

0 

.7 

-a; -(1 fO 

1-90 

Watts .... 

,, 

V 

H 


1-58 

Ohms .... 

,, 

V 


- 1 i 

0 418 

Candle -])ow or 

Am])€Tes 

y 

y 

-xH 

5-98 

Lumens ])er watt 

- 

3 

J 

t 

;b2() 

Ohms .... 


m 

ni 

1 t 

/ 

0-718 


1'hurt candlp-j'owi'r constant \\olts lumens |H»r watt — conalant^ ain])ere,s 


2.16. POINTOUTE ARC-INCANDESCENT LAMP.t^l’his is illus- 

trated in fig. 2.07, and conaista of a filament B of tungaten mixed witJi 
some refractory earths, acting 
as ioniser, and an electrode E 
of pure tungsten, the whole 
being placed in an inert gas 
such as nitrogen or argon. 

The filament gives off strong 
negative discharges (electrons) 
and ionises the medium around 
it until a current passes be- 
tween the filament and the 
positively charged electrode. 

This current increases in 
strength until the cut-out is 
operated, breaking the ioniser 
circuit and causing an arc to 
be set up between the filament 
and the electrode, which be- 
comes incandescent and gives 
off an intensely bright light, 
since the whole is concen- 
trated on a small area, which 
in the lOO-candle lamp is only in diameter. The heat rising 

from the arc causes the expansion strip F to warp, and this moves the 
arc to another position on the ioniser. On switching off the tungsten 
electrode returns to its original position, having left the inactive part 

* E. J. Edwards, General Electric Review y 1914, p. 282. 

t vol. liv. pp. 15-19, Ist December 1915 ; Electrical Reviewy vol. Ixxxvi. 

pp. 9-10, 2nd June 1920, 
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of the ioniser and coining to rest opposite the still active portion of 
the ioniser ready for a restart. The characteristics of the lamp are 
shown in fig. 2.08. They are similar to those of other types of arcs. 
The lamp is very useful for optical use and might find a field for pro- 
jection work, as the intrinsic, brightness is about 10,000 candles per 
square inch. 

2.17, ARC LAMPS. — The ordinary pure carbon arc lamp may also be 
classified under temperature radiation, since most light is emitted from 
incandescent parts of the hot carbon. In the direct-current lamp about 
85 per cent, of the luminosity comes from the incandescent part of the 



positive pole. This is due to the fact that this pole becomes very hot, 
the temperature being near the melting-point of the carbon. Where the 
temperature is highest, a crater is formed, which is the maximum light 
producer. Its light is white with a slight bluish tint, and from this point 
of view it is good for distinguishing colours, as its light approaches in 
appearance that of daylight. Even the latter has a bluish tint where 
there is reflected skylight. 

On account of the high temperature of the positive electrode, a rapid 
consumption takes place by combustion, which is about twice as great 
as that of the negative carbon. This combustion may be reduced by 
enclosing the arc in an air-tight glass globe, with just enough ventilation 
to keep an equilibrium of pressure. The arc must now be supplied with 
a higher pressure (75 volts against 45), the length of the arc is greater, 
and. as the temperature of the positive electrode is now lower, no crater 
is being formed, and consequently the quantity of light emitted is less. 
The colour of the light is bluer than before, since a greater portion is 
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obtained from the arc itself, and it is the latter that chiefly supplies the 
blue part of the spectrum. 

As the light is mainly due to temperature radiation, we should employ 
a temperature as high as possible, and employ carbon of the highest 
purity. But even with the highest attainable temperatures and the 
best material, the efficiency procured is not high and— taking the losses 
in steadying resistances and lamp mechanisms into account — the specific 
consumption is not even as low as that of the gas-filled incandescent 
lamp. As a matter of fact we need have no hesitation in saying that the 
arc lamp, with pure carbon electrodes and producing light chiefly by 
temperature radiation, is a thing of the past, except for search-lights and 
motion-picture work. 

2.18. LUMINESCENCE. — When energy is directly changed into 
light without being first converted into heat we refer to the phenomenon 
as luminescence. The colour of the light is now no longer due to tem- 
perature, but depends upon the chemical composition of the substance. 
We are here mainly concerned with electro-luminescence of gases and 
vapours. These become luminescent when being used as conductors of 
electric currents. As the radiation no longer depends solely on the 
temperature which can be obtained, but mainly upon a peculiar property 
of the atom of the gas or vapour, it should be possible to obtain efficiencies 
considerably higher than those possible with temperature radiation. 

Luminescence may be caused in three ways, by continuous con- 
duction, heat evaporation from the terminals, and intermittent or 
disruptive conduction. Examples of the first kind are the magnetite 
and titanium luminous arcs, and the mercury vapour lamps. Of the 
second type we have the various flame arc lamps, and the third category 
is represented by Geissler and Moore tubes. 

The arc which is set up between the electrodes is a stream of vapour, 
which has to be produced before conduction can take place. This 
starting of the lamp may be accomplished by increasing the potential 
difference between the electrodes until it is high enough to bridge the 
space, or by bringing the electrodes momentarily together. The starting 
could also be effected by temporarily conducting an auxiliary vapour 
stream between the electrodes. 

The current crosses the space between the electrodes through a 
stream of vapour coming from the negative electrode as a high-velocity 
blast. The arc stream is conducting only in this direction, and the arc 
is thus a unidirectional conductor. This property of the mercury vapour 
arc is employed for rectifying alternating currents. 

In the continuous-conduction type of lamp the negative electrode 
supplies the material which carries the current in the arc stream, and 
hence the light-giving material must be found in the negative electrode. 
It is carried into the stream by electro-conduction and not by heat, so 
that the temperature is of little importance, and the electrodes may as a 
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matter of fact be made large enough so as to remain comparatively cool 
and give little or no light. 

In flame arc lamps the light-giving materials are surrounded by 
carbon so that the heat of the high-temperature carbon arc evaporates 
them, passes them into the arc stream, and gives them the corresponding 
colour, whereby the efficiency is raised above that of the pure carbon arc. 
The spectra of flame arc lamps are thxis the combined ones of positive 
and negative electrodes. The higher the temperature the more chemicals 
are evaporated, and, consequently, the greater the amoxint of light 
given. In so far the efficiency is thus dependent upon the temperature. 
As the positive electrode is the hotter one, the chemicals should be chiefly 
placed into this electrode. The negative electrode may or may not be 
impregnated, as this does not affect the light to anywhere near the same 
extent as similar changes would cause in the positive pole. The arc of 
such a lamp is thus a mixture of carbon vapour and the vapours of the 
chemicals, but it cannot be as efficient as an arc from pure chemicals 
would be. 

To obtain a high efficiency in all these lamps and the desired colour 
of the light we must thus search for those chemicals which have the 
desired properties. 

The following table gives the names of the materials used in arc 
lamps in the order of their efficiencies as producers of light. 


Table 2 , 09 .— Chemicals as Light Producers.* 


Material. 

Mam Colour of Are. 

Titanium .... 

White. 

Calcium .... 

Yellow. 

Mercury .... 

Green. 

Cerium and rare earths 

White. 

Iron .... 

White. 

Barium .... 

Greenish-white. 

Magnesium 

White. 

Zinc .... 

Bluish -green. 

('opper .... 

Green. 

Aluminium 

1 White. 

Boron .... 

Green. 

Carbon .... 

Purple. 


The arc thus depends upon the ionising action of boiling electrodes. 
The heat is caused by the impact of the ions coming from the opposite 
electrode at very great speed. As the current is mainly due to the 
parting of electrons or negative ions from the hot cathode, it is possible 
to pass the current between the latter and a second cold anode. The 

* See also General Electric Review, 1913, p. 497, from which Table 2.09 and flgures 
2.09 and 2.11 have been taken. 
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bombardment of the second anode with negative ions raises the tempera- 
ture, and the first anode may be put out of circuit. This principle is 
employed in the two-anode rectifier. 

From this table it follows that the most efficient arcs are those 
obtained with titanium, calcium, and mercury, and the corresponding 
lamps are at present the most efficient light producers on the market. 
The nature of luminous arcs makes them on the whole unsuitable for 
alternating currents. In such circuits the current dro}>s to zero and then 
rises in opposite direction, so that the conditions at the two electrodes 
are reversed, which requires energy and a high voltage. The arc is thus 
extinguished and has to be established in opposite direction every half- 
period. The voltage required to do this depends on the temperature, 
decreasing greatly at high temperatures. If, therefore, the cooling 
action of the terminals is great, the 
voltage required for a restart will also 
be high. In fact, carbon is practi- 
cally the only substance which will 
maintain an alternating current arc 
at a low voltage at atmospheric 
pressure. But even with carbon the 
voltage curve shows a high peak 
at the instant the current passes 
through zero. This is well illustrated 
in fig. 2.09, which shows an oscillo- 
gram for a titanium arc. The peak 
in the voltage curve is due to the 
fact that the titanium lowers the temperature of the arc stream and 
thus increases the sparking voltage required to re-establish the arc. 
The peak also grows with the length of the arc. In flame arcs there 
is a plentiful supply of soft carbon ready to volatilise quickly, and 
the peaks of the voltage curves are less pronounced. The frequency 
of carbon arcs should, however, not be less than thirty, as below 
this frequency the lamps usually pump and the flickering becomes 
unbearable. 

It will be seen from the oscillogram that the lamp voltage at the 
beginning of a period rises almost instantaneously to a high value. If 
this is not the case, the current curve remains in the abscissa axis a little 
time until the required value of the pressure i($£ a restart is reached.* 

With inductance (choking coil) in the lamp circuit the peak is also less 
pronounced, as, on account of the phase displacement of the current, the 
voltage has time to reach a sufficiently high value. 

Although current and volts are in phase, the power factor is not 
unity on account of the distortion of the voltage curve. 

^19. FLAME ARCS, — A flame arc with yellow light for direct 
♦ See paragraph 6.25. 



Fig. 2.09. — Oscillogram for 
Titanium Arc. 
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Larger White 
Hot Crater 


YeHow 
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Yellow 



Flame Carbon 


Yellow 

Small White 
Hot Crater 

Flame Carbon 


Fkj. 2.10. — Flame Arc foi 
Direct C’urrent. 


current ia shown in fig. 2.10. The feeding of the arc stream with lumin- 
escent material by heat evaporation has the advantage of producing a 
steady arc, since carbon is the most refractory material known and 
changes directly from the solid state into vapour without first melting. 

The carbon also makes the lamp suit- 
able for direct and alternating currents, 
and any stable com})ound, whether 
conducting or not, may be used for 
impregnation. Thus, in the yellow 
flame lamp, calcium fluoride, oxide, 
borates, or sodium salts; in the tita- 
nium arc, the oxide or the carbide 
may bo employed. 

A disadvantage is, however, the 
rapid consumption of the electrodes 
and the frequent recar boning required 
By using the air over and over again, 
after passing it through a smoke- 
depositing chamber, as is the case in so-called regenerative lamps, the 
consumption may be considerably reduced. 

2.20. MAGNETITE ARC. -In the magnetite arc lamp the positive 
electrode consists of coi)])er, large enough to keep sufficiently cool to 
prevent oxidation and consumption, and hot enough for preventing 
condensation of the vapour. The negative pole consists of an iron 
tube, filled with a mixture consisting of 68 per cent, powdered iron oxide 
(magnetite), 28 per cent, oxide of titanium, and 4 per cent, oxide of 
chromium. The tube acts as a conductor, the oxide of iron gives con- 
ductivity to the mixture when cold, the oxide of chromium prevents 
the otherwise rapid consumption and the flickering of the arc — the latter 
by keeping the melted magnetite in a constant position. The oxide 
of titanium makes the arc luminous. The arc of such a lamp is illus- 
trated in fig. 2.11. The internal arc conductor (bluish white) issues from 
a large molten pool formed on the surface of the negative terminal. 
This pool is always in motion and consequently causes a great deal of 
flickering, a quahty inherent to all arcs in which the negative terminal is 
fusible. The movement is due to the velocity of the vapour from the 
negative electrode, producing a depression and driving the current up 
the sides of this depression, thereby shifting the arc. It is for this 
reason that chromite is mixed with the other materials, as it is more 
refractory than magnetite. It remains solid and holds the melted 
magnetite like a sponge. The lamp is suitable for outdoor wprk only. 
The oxides are completely converted, but they condense immediately 
after leaving the arc as a reddish soot. It is therefore essential that 
the lamp be provided with such ventilation as will carry this soot away 
into the atmosphere. The maximum amount of light comes from the 
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flame and the negative electrode, as one would expect. The length of 
the arc is about an inch. 

2.21. TITANIUM ARC. —Another luminous arc is the titanium arc, 


+ 

Small Crater- 
6moke 

Very Light YeliowVapor^i^^ 
Intensely White 
Large Mo/ten Poo! 



Sot id Copper 


^ Smoke 

Ctu/sh White 
Intensely White 
Very Light Yetfow Vapor 

Magnetite Electrode 


Fig. 2.11. — Magnetite Are. 



as illustrated in fig. 2.12. It may be made suitable for alternating 
current by making one electrode of carbon and the other of titanium 
carbide. The electrodes then remain hot enough to allow the working 
pressure to restart the arc when the current rises in opposite direction. 
The arc shown in the figure is an alternating one. 

Both the magnetite and titanium arcs, evolved by Dr Ch. P. Steinmetz, 



have been employed in America only, cliieflj due to the peculiar con- 
ditions reigning there. 

Recently a patent * has been taken out by W. R. Mott for arc-lamp 
electrodes which contain uranium as an ingredient, together with calcium 
fluoride. It is stated that these electrodes yield an intense snow-white 
light of extraordinary photographic power, 50 per cent, greater than 
that of the titanium arc. 


* U.S.A. Patent No. 1235996. 
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2.22. MANUFACTURE OF ELECTRODES FOR ARC LAMPS.-^— 

The proper working and the efficiency of an arc lamp depend chiefly upon 
the quality of the electrodes enijffoyed. Until the beginning of this 
century plain carbon was exclusively used. The raw material consisted 
of retort carbon, soot, and tar, carefully chosen and prepared to fulfil 
definite physical and chemical conditions. The best quality of such 
carbons contained little retort carbon, but possessed the disadvantage of 
burning rapidly away, which under certain conditions might counter- 
balance the advantage of additional light obtained. 

The retort carbon is finely ground and then mixed with soot and tar. 
Lamp-black, on account of its extreme fineness and purity, and very pure 
finely pulverised petroleum coke, uniformly mixed with sugar syrup or 
coal-tar, also yield a good quality of carbons. 

The mixture should be well kneaded and squirted at a high pressure 
through steel dies into rods of the required diameter. If the carbon is 
to be cored, a needle is placed into the centre of the die over which the 
paste is forced, leaving a central canal in the rod. The rods are usually 
cut in lengths of about 100 centimetres (39 inches), tied up into bundles 
and packed upright into fireclay crucibles in which they are carefully 
baked, the temperature in the crucibles rising gradually to about 1400 
degrees C. in about twenty-four hours, the cooling down period taking 
another twelve to sixteen hours before the rods are removed. The baking 
is usually done in gas-fired furnaces working on the regenerative ])rinciple. 

The baked carbons are cut to the required length, sorted, to remove 
the defective ones, ground flat at one end and pointed at the other. In 
the case of cored carbons a mixture of finely ground carbon and con- 
centrated potassium silicate is squirted into the canal under high })re8sure, 
and the carbons reheated to about 150 degrees C. in order to dry the core. 
The latter is somewhat softer than the solid carbon and tends to burn 
away a little faster, holding the crater in the centre of the electrode tips 
and making the arc steady. 

The potassium silicate has also a steadying effect on the arc. It 
gives a whiter light than sodium salts. 

With the open arc the upper carbon soon becomes pointed, owing to 
the great draught of air pushing continuously against it, thus accelerating 
the consumption beyond the quantity necessary to maintain the arc, a 
phenomenon called “ washing.’’ If the upper (positive) carbon is electro- 
plated with copper or zinc, the washing is reduced and the life of the 
electrode increased. On direct current, only the positive carbon is 
cored. 

The quality of carbon which may be suitable for open lamps, may give 
poor results in enclosed lamps, in which only the very best class of 

* See also “ Arcs and Electrodes,” by Blake and Couchey, in the General Electric 
Review, July 1913, p. 497, and the General Electric Review on “Searchlights,” 
September 1919. 
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electrodes gives real satisfaction. Both carbons are usually solid, but a 
cored positive is also used. 

In flame lamps it is desirable to use as large a percentage of chemicals 
as possible, but as these are non-conductors at low temperatures, a 
certain amount of carbon must be employed in order to obtain the 
necessary heat for volatilising all the chemicals used, to prevent the tips 
of the electrodes from being covered with a non-conducting slag. It was 
largely for this reason that the first flame arc lamps were provided with 
inclined instead of vertical carbons. If there is an excess of chemicals 
it can drop away from the electrodes, whereas with vertical carbons the 
non-conducting deposit might prevent the arcs from restarting. 

Inclined carbons possess, however, the disadvantage of having to be 
thin, since an arc drawn between the lower points of two converging 
electrodes can change its length too much with thick electrodes, and 
become unsteady by shifting to different points on the tips. This would 
cause flickering for the arc and changes in colour of the light. When the 
arc is on the carbon edges, the light is white ; when coming from the 
chemical core, yellow (for calcium-fluoride). The life of thin carbons is 
naturally short. 

The flame between the inclined carbons is usually spread out by means 
of an econmniser, which consists of a saucer-shaped piece of metal having 
holes through which the carbons pass, and possessing a lining of refractory 
material. It prevents also the rapid passing away of the vaporised salts 
and diminishes the rate of consumption of the electrodes. The spreading 
of the arc is frequently assisted by a blowing magnet, which forces the 
flame downwards. The arc is thereby always kept in the proper position, 
i,e. it comes chiefly from the core, instead of from the edges of the elec- 
trodes, so that the burning is steady. 

As the specific resistance of the core is a good deal higher than that 
of carbon, and the drop along the electrodes would be high, flame 
electrodes are frequently supplied with zinc or brass wire cores, which are 
flattened out and bent over at the butt end in order to make good contact 
with the holders. 

The core of chemicals has a diameter of from one-third to one-half 
of the diameter of the electrode, containing about 50 per cent, of fluoride 
(calcium for yellow, cerium for white lights). In the Blond el carbon, 
however, the core takes up a much greater percentage of space — about 
two-thirds of the total diameter — and both^the positive and negative 
electrodes are the same. The mixture employed is such that a deposit 
of non-conducting slag of sufficient magnitude on the carbons is pre- 
vented, so that the restarting with vertical carbons offers no difficulty. 
Borates and other alkali salts have been found helpful in this respect, and 
boracic acid is especially good. The carbons have also a greater thickness 
than the flame lamps with inclined electrodes, varying from 10 to 20 
nulUmetres in lamps taking from 6 to 16 amperes, so that for the same 
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length of carbons a greater life is obtained than in lamps with inclined 
electrodes. 

In America the cored carbon has in many cases been superseded by 
the homogeneous impregnated electrode, a result obtained after a great 
deal of research. Fig. 2.13 represents a microphotograph of flame 
carbon development. Fig. a shows a cross-section of a pure carbon 
electrode, of a successful flame carbon, c and d of coarse texture of 
unreliable flame carbons. If the mineral matter contained is too large in 


a h 



c d 

Fia. 2.13. — Development of CWV^on Electrodes. 


proportion it boils out in form of slag, which is non-conducting when 
cold. The mixture must be such that the whole matter boiled out is 
volatilised. The colour of the light from homogeneous flame arcs is 
constant throughout the life, except during the first half-hour. This is 
due to the fact that at starting there is an excess of light-giving material 
at the tips of the electrodes, since the carbons become very hot over the 
first half -inch, and the temperature is high enough to boil out the mineral 
matter over such distance. After this the impregnating material 
remains undisturbed until the heat of the arc volatilises it and drives it 
out of the electrode. 

Flame arcs with yellow light are more efl&cient than those giving white 
light, as one would expect from Table 2 .09, excepting the titanium arc. 

For high-intensity search-lights the electrodes have to be especially 
carefully prepared, as the conditions under whicF they work are very 
severe. In these cases beams of enormous intensities are often required, 
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and as the limits as regards the optical system have long been reached 
(large mirrors and apertures to catch the maximum possible amount of 
light, intensive concentration to reduce the beam to as small an angle 
as possible), progress was possible only by increasing the intrinsic bright- 
ness of the arc. This is not procured by simply increasing the current, 
as this enlarges the crater but does not improve the brightness. 

Lummer achieved the desired result by working the arc under high 
pressure (see paragraph 2.04), whereby the boiling-point is raised, but 
the practical difficulties when applying this principle are so great that the 
system is not used. To work an arc in a large mirror with an aperture 
of at least 90 degrees under a pressure of 80 to 100 lbs. per square inch, 
with water-cooling for such electrodes, to carry about compressed gas 
for refilling when carbons are replaced, »vas found to be practically 
impossible. 

Beck improved the intrinsic brilliancy by overloading the electrode 
with metallic salts, and using large currents, but limiting the size of the 
crater by cooling the positive electrode near the tip by means of alcohol 
or town-gas vapour. In this manner the intrinsic brilliancy is increased 
about threefold. 

The Sperry search -light is worked on similar principles. The data 
for 3() and 60 inches drum type projectors are about as follows : — 

The positive electrode is 43 inches (1100 millimetres) long, | inch 
(10 millimetres) in diameter for a current of 150 amperes, with a core of 
0-31 inch (8 millimetres) consisting of flaming salts. Shell and core are 
pressed separately, and the one-piece core is inserted in the shell with a 
minimum of clearance, and firmly cemented. The core must be straight, 
or any curvature must be evenly distributed along the whole length, and 
must not exceed 2 millimetres. 

Due partly to an angular setting of the axis of the negative electrode 
relatively to the axis of the positive electrode, an extremely deep crater 
is formed, which contains the gas. This is facilitated by the employment 
of the softer core. In all probability the pressure within the deep cavity 
is above atmospheric, so that the increased brilliancy is somewhat due 
to this. 

A further overloading of the electrodes with salts and the employment 
of larger currents was found impossible for some time. To-day this has 
been achieved, and |-inch carbon will now carry 225 and even 300 amperes 
without sooting, yielding an intrinsic brilliancj of over 1100 candles per 
square millimetre, corresponding to a black-body temperature of 5100 
degrees absolute. Moreover, this has become possible without the 
employment of a vapour blast, as now the oxidation of the red-hot 
positive electrode outside the crater is prevented by the use of a tube, 
which is pushed over the electrode, consisting of fireproof material, 
within which a protective layer of CO is formed after a superficial 
oxidation. For the 2 -metre search-light and a current of 300 amperes, 
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a beam of 1800 million candles has been obtained. Fixed on the moon 
such a beam would appear as a star of 6th magnitude, so that light- 
signalling through space may after all become possible.* 

For medium-intensity arcs pure carbon electrodes are still used, and 
in order to obtain good results there should be an even distribution of 
temperature over the face of the crater. 

Also the titanium arc has been developed for search-lights, the light 
coming then mainly from the arc proper, so that the parabolic reflectors 
of such projectors must be deep. 

A full investigation into the qualities of pure carbon electrodes for 
search-lights appeared in the Journal of the Institution of Electrical 
Engineers, vol. Iviii. p. 83. f The average candle-power current curves 
are all straight lines, of the form 

candle- power = AI^-fB5 j (^, for uncoppered carbons, 

where A, B, and C are constants, the current, and s the nominal cross- 
sectional area of the positive electrode in square millimetres. For 
seven carbons tested A--150, B—— 5, and C= — 2000. 

It is seen that the average number of candles per ampere tends to 
increase with the area for a given current density. Thus, candles per 

ampere = 1 50 and if -^=ji> = a constant current density, 

.. 5 2000 

candles per ampere — 150 . 

^ I j) s 

It appears that no appreciably greater efiiciency can be obtained by 
increasing the diameter of the positive electrode beyond 28 millimetres, 
and it was also found that the maximum current which any uncoppered 
carbon could carry without overheating was given approximately by 
amperes, where d is the diameter of the anode in milli- 
metres, which for a 25-niillimetre diameter electrode would mean 
about 0*3 ampere per square millimetre. 

With coppered carbons the current density may be raised 10 to 15 
per cent. 

2.23. MERCURY VAPOUR LAMP. — The mercury vapour lamp was 
invented by Arons in 1860 and developed chiefly by Cooper Hewitt, the 
General Electric Company in America, and by Dr Kiich of the firm of 
Heraeus in Germany. One type consists of an exhausted glass tube, with 
a positive metal electrode — iron or mercury — and a negative electrode 
of mercury. On tilting the lamp, so as to bring the mercury in contact 
with the positive electrode by a thread of mercury, the circuit is closed, 
and mercury vapour is produced which afterwards keeps the current 
flowing when the lamp has been tilted back. The voltage required 
depends on the length of the tube. With a tube 120 centimetres long 

* 0. Gehlhoff, Jg7.r.2?., ig21, p. 1315, 

t Carbon Arcs for SearchJigMs, by Messrs Paterson, Walsh, Taylor, and Barnett. 
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and centimetres in diameter, a P.D. of about 110 volts is required. 
The lamp then uses about 3 to 3-5 amperes. By using a larger diameter 
of tube and heavier currents the same voltage may be sufficient for longer 
tubes. The resistance of the lamp consists of three parts : (1) the 
resistance of the anode, (2) the resistance of the vapour, (3) the resistance 
of the cathode. 

The resistance of the anode is inversely proportional to the current, so 
that the drop across it is i)ractically constant for all currents, being about 
5*7 volts. The same holds for the cathode, as long as the current is not 
too small, the drop of potential being about 5-3 volts. The resistance 
of the vapour is proportional to the length of the tube, but decreases 
with an increase in the diameter, although not exactly inversely. The 
decrease is rajnd if the current is small and th» diameter is small. It also 
decreases with an increase in the current, and more rapidly when the 
current and diameter are small and the vajjour pressure high. The 
latter is usually 1 millimetre menmry, as it lias been found that for this 
pressure the light-giving efficiency is a maximum. 

The equipment and connections of a glass mercury lamp are shown 
in hg. 2.14,* and the characteristics in fig. 2.14a. The action of such a 
lamp is as follows : During operation the tube is filled with mercury 
molecules, mercury ions, and electrons. The ions are molecules which 
have gained or lost one or more electrons or unit negative charges of 
electricity, thereby being left charged either negatively or positively as 
the case may be. These molecules, ions, and electrons move with 
various characteristic velocities and in individual directions determined 
by their collisions with their fellows according to the kinetic molecular 
theory of gases. The commotion is complicated by the fact that 
because of the heat of the cathode and the impact of the electrons, ions, 
and molecules on each other, and on the electrodes, more electrons and 
ions are produced than are needed to carry the current. The effect is a 
drift of electrons from the cathode to the anode and a relatively much 
slower movement of positive ions towards the cathode. The result is a 
gradual short circuit, an increase in the current, and a decrease in the 
voltage. This is especially noticeable for small currents, but as these 
increase we finally pass through a minimum potential difference, after 
which the voltage rises with the current. The conditions are thus 
similar to those of ordinary arc lamps, and steadying resistances or 
reactances are essential. 

In fig. 2.14 the steadier consists of an induction coil in scries with a 
resistance, the former being also used for starting purposes. In fig. 2.14 a, 
curve FUEOD represents the tube voltage, line BO"R the resistance 
E.M.F. of the steadier, and curve C H O' M the resultant of the two. The 
system cannot be worked on the left of point H, and for maximum light 
efficiency the lamp is operated on the point of minimum tube voltage. 

* General Electric Review^ September 1920, p. 741. 
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Fio. 2.14. — Connections for a Self -Starting Mercury Vapour Lamp. 


of electrons in a so-called ‘‘ hot spot ’’ on the surface of the mercury 
cathode. The temperature of this spot is very high on account of the 
small cross-section of it and the fact that about 18 watts are converted 
into heat in this small area. This condition is obtained by tilting, 
which may be done automatically. For long glass tubes the starting 
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with an induction coil is simpler (see fig. 2.14). On connecting the 
system to the network, the induction coil is charged through a shifter, 
which immediately afterwards interrupts this circuit, the induced E.M.F. 
being sufficient to start a local- 
ised cathode discharge, and the 
arc is formed. This is facili- 
tated by a starting- band placed 
on the outside of the cathode 
end of the tube and connected 
to the positive side of the 
supply, thereby increasing the 
electrostatic capacity of the 
cathode, and hence to give a 
greater current density to the 
induced high potential discharge 
when it is localised to form 
an arc. 

The shifter is itself a small 
mercury vapour arc. It is so 
mounted as to be easily rotated 
by an armature actuated by 
the field of the induction coil. 

The advantage of this shifter is 
the very rapid break of the 
circuit, and hence the produc- 
tion of a high P.D. with a very 
moderate inductance. A high 
resistance in the shifter circuit 
keeps the shifter starting cur- 
rent well below a minimum arc 
maintenance value, and hence 
there is no arcing across the 
shifter. 

Of importance are the purity 
of the substances used in the 
manufacture, and the vacuum. 

Contamination during glass- 
blowing might considerably afiect the constancy of the light-giving 
quality. On the whole, one may reckon a decrease in the luminosity of 
1 per cent, with every 100 burning hours. The evacuation of the tube is 
as follows : The tube, containing about twice the final amount of mercury, 
is hung vertically in an upright hot-air oven and connected by a tube at 
the upper end near the anode through a mercury trap to an ordinary 
vacuum. As the tube heats up to the boiling-point of mercury the 
relatively heavy mercury vapour rises in it, displacing the remaining 
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Fig. 2.14a.- ('haracteristics of Mercury 
Vapour Arcs. 
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traces of foreign gases and water vapour. The tem 2 )erature is brought 
as near the melting-point of glass as possible, and ke^jt there until the 
process has resulted in the necessary distillation from the tube of a 
measured amount of mercury. The bulb is then sealed off at the tube. 
To free the metal electrodes from occluded gases they are heated to a 
white-hot temperature by ojjerating the lamp on an alternating (*urrent 
at some 40(10 to C0( 0 volts during the ])um})ing ])rocess. The heat of 
the cathode hot spot is highly localised, so that the arc column tem])era- 
ture varies from some 500 degrees i \ in the centre to about 125 degrees V, 
at the surface of the tube. 

2,24. QUARTZ-MERCURY VAPOUR LAMP. Fig 2.15 illustrates 
the characteristic of a mercury }am]> which is worked normally near the 



Fia. 2.15. — Sficcjiic ( ^jnsuinjition of a Quartz Va])()iii Ijamp. 

800- watt ordinate. The cooler this lanij), the greater is the specific 
con8umj)tion, until a maximum is reached near 100 watts. From there the 
sj)ocific consumjjtion decreases again and reaches soon another minimum 
(not shown), about twice as great as given at 800 watts. At that point 
the glass mercury lamp is worked, the temj)erature being such as glass 
will withstand. 

By restricting the cooling and using a sufficiently high P.D., the 
temperature and candle-jjower beyond the 100-watt ordinate increase 
rapidly, and glass is no longer suitable. Quartz is then used, as it with- 
stands extremely high temperatures, but this introduces various diffi- 
culties, the chief one lying in the method of conducting the current to 
the electrodes, which in the Heraeus type of lamp consist both of mercury. 
The expansion coefficient of jdatinurn is about twenty times that of 
quartz, so that the quartz tube would soon break due to the expansion 
of the platinum leading-in wires. The difficulty was solved by the use 
of a nickel-steel alloy called “ invar,” which has an expansion coefficient 
approaching that of quartz. The alloy must, however, not be brought 
to a red heat, as it then loses its property, and it cannot therefore be 
sealed in in the ordinary way. The method employed consists in 
grinding in a tapered rod of invar into a conical quartz tube and thus 
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forming a mechanical seal, which is protected by a mercury cup closed 
with cement. This is shown in fig. 2.J6, a. 

As the fall of potential at the anode is greater than at the cathode, 
the former will get hotter, and mercury would be deposited on the latter 
until the anode had disappeared. Tliis is j)re vented by a conical (con- 
struction at the n(^gativc electrode, the apex of which is towards the 
luminous tube. If mercury collects at the cathode, the level ris(\s in 
the cone, the arc is formed over a smaller surface, the temperature rises 
and the vaporisation increases, thus preventing the accumulation of 



a h 

Fig. 2.10. — Burner and Leading-in Conductor tor Quartz-Mercury 
Vapour Lamp. 


mercury. The reverse action takes place if the level falls. The con- 
struction is illustrated in fig. 2.17.’^ 

As the heat produced is great and the vapour pressure increases with 
the temperature, equilibrium must be obtained before an excessive 
temperature is reached. This is accomplished by supplying the terminals 
with radiators, as illustrated in fig. 2.16, h, or by fitting the burner with a 
chamber in which the mercury vapour condenses and falls back into the 
electrode in liquid form. 

If the lamp is employed for outdoor work the radiator is made 
smaller, as the cooling is more effective. 

The connections of a 2 20- volt 3’5-ampere Heraeus (Kiich) lamp are 
given in fig, 2.18, and the characteristics of the lamp in 2.19.t At the 
♦ Illuminating Engineer, 1912, p. 469. 

t Zeitschrift des Vereins JMutscher Ingenieure, December 1913, P. 1983. 


70 I3LECTBICAL PHOTOMETRY AND ILLUMINATION. 

instant of switching in, tho lamp is cold and the pressure low, the voltage 
at the burner being only about 30. Gradually the arc temperature rises, 



Fkj. 2.17. — Maintaining CouHtant i^^vela of Fiectrodes in a Quartz- 
Mercury Va|)<>ur Ijainp. 

more mercury is vaporised, and tho pressure and the P.D. of the burner 
increase. The steadying resistance in series with the arc must thus lie 

high at first and decrease with a de- 
crease in the current. Such a re- 
sistance is obtained with iron wire 
worked near red heat in hydrogen 
(similar to those used for the Nernst 
lamj)) and marked h in fig. 2.18. 
m is a permanent ballast resistance 
which may be varied to suit the 
supply pressure. 

On switcliing in, the electro-magnet, 
q, is energised, whereby the quartz 
tube is tilted so that a mercury 
thread brings the two electrodes into 
contact. This causes a large rush of 
current which passes through the 
magnet, causing the circuit of the 
tilting magnet to be interrupted at 
p, so that the tube tilts back. The 
mercury is interrupted in tho tube, 
and the arc is struck. 

At the instant of striking the arc there is only a low pressure in 
the tube, and hence the voltage is low. Most of the P.D. must thus 
be absorbed by the iron resivstance. But as more and more mercury 
vaporises, the pressure and P.D. of the tube increase while the P.D. of 
the iron resistance decreases, and the curreiit drops. Equilibrium and 



Fig. 2.18. — ( Wncctions for a 
Quartz D.(^ Lamp. 
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full light is obtained after about twelve minutes. Fig. 2.19 holds for a 
3*5-ampere 2 20- volt lamp. It will be seen that at first the iron resistance 
has a value of about 12 ohms, and after fifteen minutes of only 4 ohms. 

The values given in fig. 2.15 represent the specific consumption in 
watts per mean vertical candle (tube horizontal). The loss in the ballast 
resistance and in diffusing globes bring the efficiency down; a lamp in 
the author’s laboratory, with an opal globe, showed an efficiency of 0*50 
watt per mean spherical candle. On account of the passage of ultra- 
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Fig. 2. 19.— (JharacteriBtics of a Qoartz D.C. Lamp. 

violet rays through quartz, the lamp must not be lit without a glass 
globe. 

Although the mercury arc is a direct current phenomena, a lamp ior 
alternating current may be produced if care is taken that the arc is not 
interrupted. This is easily possible with a three-phase current by the 
employment of three anodes, joined to the three phases, while the cathode 
forms the neutral point. It is also possible »vith single-phase current 
by supplying the lamp with two anodes, which are joined to the ends 
of a transformer winding, while the cathode is connected to the middle. 
The connections for such a lamp are shown in fig. 2.20,* Between 
cathode and the middle of the transformer flows (after lighting) a 
pulsating direct current, whereas the anodes are alternately plus and 
minus and allow current to enter the burner only as long as they are 
♦ Elektrotechnische Zdtschriftf 1912, p. 676. 
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NETWORK 
220 VOLTS 




positive The two anodes therefore exchange places continuously If 
the tube is ordinarily made for 180 volts (see fig 2 19) the pressure at 
the terminals of the secondary must show 360 volts It will be obvious 
that the lamp ma-y not light in the first instance, and may have to be 

tilted several times No lighting 
occurs if at the instant, when 
K the mercury thread is interrupted, 
I the mercury of the cathode is plus 
^ or the (.iirrent passes through zero 
^ The construction of the lamp is 
i such that the tilting recurs until 
the lamp remains alight 

To prevent a short circuit be- 
tween the electrodes and the con- 
sequent extinguishing of the lamp, 
a separating wall of 6 millimcties 
height is placed at the bottom of 
the quartz tube from the cathode 
terminal to the place where the 
two anodes branch oft When the 
tube tilts back, the mercur} is 
thus divided into two parts 

As the anodes are only half as 
fully loaded as the cathode, it 
follows from the curve of fig 2 15 
that the efficicnc\ must be somewhat less than that of the direct current 
lamp The alternating c urrent lamp requires, howe\er, less ballast 
resistance, and the specific consumption is jiractically the same as for 
the direct current lamp 

A burner for an alternating current lamp, as manufactured by the 
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IiG 2 20 — - C onncctions foi an Alternate 
Current Mercuiy \ apom Lamj) 





Fig 2 21 - Burner of an A C Mercury Lamp 


General Electric Co , is illustrated in fig 2 21 * The anodes consist, 
however, no longer of mercury, but of tungsten The difticulty of tight 
joints with these anodes, which form at the same time the leadmg-in 
wires, has been overcome by the use of graded glass seals having gradually 
decreasing expansion coefficients Tungsten can be used for anodes 
* General Eleclnc Bemew, March 1914, 
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because it has high melting- and evaporation-points. The cathode 
consists of mercury, but as no balancing of the vaporisation of mercury 
of the two electrodes is needed, since no mercury is evolved at the anode, 
the conical shape of the cathode may be dispensed with, thereby still 
further reducing the vapour pressure. This means that for the same 
current a smaller mercury reservoir may be used, and no radiators are 
necessary unless the current exceeds more than 4 amperes. As the 
mercury reservoir is smaller than in the Heraeus lamp, the time taken to 
reach maximum brightness is less. 

The cathode mercury reservoir is either horizontal (tube vertical) or 
vertical (tube horizontal). The graded seal with the tungsten leading-in 
wire is in the form of a drop seal on the cathode. The arc tube is shaped 
in the form of a sloping roof near the catho‘.le, mainly for the purpose of 
steadying the arc. 

The lamp is started by tilting the tube by means of a shunt magnet, or 
a series coil. 

The lamp with solid anodes has the advantage that it may 1)6 burned 
in any position, a thing impossible with the Heraeus lamp, and no special 
8C])arating walls are needed in alternating-current lamps in order to 
prevent short circuiting of the anodes. 

The pressure inside the quartz tube should not exceed 1 atmosphere, 
to prevent mercury vapour, which is poisonous, from leaking out. The 
light of the quartz lamp is much whiter than that of the glass lamp, but 
still largely deficient in red rays. This disadvantage may be overcome 
by replacing the steadying resistance by a tungsten lamp. The mercury 
tube is then in the form of a ring, with the tungsten lamp in the centre. 
Another method consists of using a fluorescent reflector. Rhodamine 
and similar dyes fluoresce pink in the light of the mercury vapour lamp, 
converting some of the blue and green light into yellow or red. 

A patent was granted to the late Dr C. P. Steinmetz for a method 
dealing with the introduction of red rays in mercury vapour lamps. If 
metals are included in the mercury for giving red rays they collect on one 
pole, and a pure mercury spectrum replaces the mixed one. Moreover, if 
sodium, potassium, lithium, rubidium, or thallium be added, the glass 
tube is attacked and gradually becomes black. This may be obviated 
by the use of an iodide or other salt of these metals. Well adapted is 
lithic meta-silicate, which causes a transparent deposit. The vessel is 
evacuated, and a little hydrogen let in. The substances to produce the 
red rays are given an excess of pure iodine or mercury iodide. 

2«25, CADMIUM LAMP.* — According to Dr Wolke, pure cadmium 
with 3 to 10 per cent, of 'mercury, depending on the size of the lamp, may 
be employed in place of pure mercury to obtain a light containing the 
missing rays in the spectrum of a mercury lamp. Cadmium forms a 
deposit on the quartz tube, in the cold state, which disappears as soon as 
* Elektrotechnische Zeitechriftf 1912, p. 917. 
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the tube heats up. The light is said to be similar to that of an arc lamp, 
and has an efficiency comparable with that of a quartz-mercury lamp. As 
the electrodes are solid, the starting of the lam]) presents difficulties. One 
method consists in utilising the deposit formed on the cold tube. This 
metallic layer enables the lain]) to conduct before the metal is vaporised, 
and the resultant ionisation leads to the complete starting up of the lam]). 
Experiments were also carried out with a gra])hite anode, the starting 
being caused by dipping the tube so that the anode slips down to the 
cathode, making contact, after wliich it slips back. 

The writer is not aware how the lamp has developed further. 

2.26. PROF. NERNST’S NEW LAMPS.— In one of these lamps an 
arc is formed between carbon electrodes in a mercury atmosphere, 
resulting in an efficiency similar to that of other mercury lamps. In 
another type salts are added, which fuse at the tem])crature of mercury 
vapour. This lamp is stated to yield 2700 candles (vertical) on 120 volts 

at I amperes, thus working at watt per candle. 

2.27. INTERMITTENT OR DISRUPTIVE CONDUCTION.— In the 

Geissler tube the gas enclosed carries the current whereby it becomes 
luminous. Hence the spectrum depends on the nature of the gas, and 
has nothing to do with the electrodes, as long as these do not melt. 

For intermittent conduction, it is necessary that a certain ])otential 
difference should be applied before any conduction takes place. We call 
this the “ disruptive voltage.’' 

2.28. MOORE TUBE.— The resistance of such a circuit is thus a 
variable quantity, being infinite for low voltages and low for voltages 
above the disruptive potential difference. This resistance, or rather 
impedance, varies with the temperature and pressure of the gas, so that 
for a constant terminal potential difference the current will vary inversely 
proportionally to it. This makes it necessary to provide mechanisms, 
which tend to keep the circuit in equilibrium. In the Moore tube 
lighting system, the efficiency is a maximum when the pressure of the 
gas enclosed is about 0-11 millimetre mercury. On the passage of the 
current through the gas (which is usually nitrogen) part of the latter is 
used up, whereby the impedance of the circuit is reduced, its value 
becoming a minimum when the pressure is about 0*08 millimetre. The 
flow of the current would then be a maximum. This increase in the 
vacuum is due to a solidification of the enclosed gas. A special valve 
must thus be supplied, which automatically feeds the tube with nitrogen 
when the pressure has dropped from 0*11 to 0*10 millimetre. 

The system is illustrated in fig. 2.22. 

The valve consists of a porous carbon plug, placed at the bottom of 
the glass tube (in communication with the main tube, into which dips a 
hollow glass plunger, which forces the mercury up to cover the plug and 
closes up the entrance to the vacuous tube). The inner glass tube carries 
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a number of iron wires, and as tlie whole valve is surrounded by a solenoid 
in series with the ])riiuary of the transformer, whifdi supplies the tube 
with current, it follows that the position of the plunger depends upon the 
load on the transformer. As the load increases, with a decrease in the 
vacuum, the plunger is drawn further into the solenoid, and as this 
causes the mercury to drop, part of the porous plug is exposed and gas or 
air can filt('T through the ])lug into the vacuous tube. Where nitrogen 
is the gas wanted, it is only necessary to place the valve in an air-tight 
box with a few holes, before which phosphorus is placed. The latter 



absorbs the oxygen of the air, and an unlimited supply of nitrogen becomes 
available. The colour of the light depends on the gas enclosed; it is a 
golden colour for pure nitrogen, orange-pink for ordinary air, and a white 
when fed with carbon dioxide. For colour discrimination the latter is 
thus the most suitable, as it approaches the colour of daylight very 
closely. With a variation of the pressure of the enclosed gas not only 
does the rate of the flow of the current change, but also the visible part of 
the radiation, as one would naturally expect; hence the flow of current 
must be so regulated that the visible radiation becomes a maximum. 
Also, the potential difference depends on the gas pressure, to which it 
is approximately proportional. 

Temperature has also some influence on the disruptive voltage, 
lowering the same when it is high. 

The P.D. required for a Moore tube is approximately represented 
by the following table : — 
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Table 2.10. — P.D.’s required for Moore Tube Ltohting Systems. 


Length m metres . 

7 5 

15 

22o 

:io 

45 

60 

R.M.S. volts 

2100 

4000 

5500 

7000 

9500 

12,000 


The light of the Moore tube is well diffused on account of the great 
length of tube, especially as the diameter is also considerable, being about 
4*5 centimetres. It flickers, however, in unison with the feeding alter- 
nating current, unless the frequency is higher than 50 cycles per second. 

The consumption is about 2 watts per candle ; the system is therefore 
less economical than lighting with tungsten lamps. 

Voltage variations have little influence on the candle-power, since 
the latter is practically directly proportional to the voltage, whereas the 
candle-j)ower of even a tungsten lamp varies as the fourth power of the 
supply pressure. 

When moving objects are to be illuminated, a three-phase arrangement 
is superior to a single-phase one, as this obliterates any tendency to 
stroboscopic images caused by cyclic variations in the light. We then 
employ three tubes, with three or six electrodes. In the former case the 
three electrodes at the beginnings of the tubes are connected to the 
secondary of the three-phase star connected transformer, while the ends 
of the tubes are joined together; in the latter case the three tubes are 
quite separate, the electrodes at the beginnings being joined to the 
secondary of a three-phase transformer, the neutral point of whi(‘h is 
connected to earth, while the electrodes at the ends of the tubes are also 
earthed. The earth thus carries current if one tube is disconnected. 

As the Moore tube with nitrogen or carbon dioxide has a low efliciency, 
it is not generally employed, but for colour matching it is probably the 
best light, since a tube with carbon dioxide gives a light equal to that 
produced by daylight in a room having its windows facing the north. 
It is thus excellent for dye-works, photographic and painters’ studios, 
drapers’ shops, in fact everywhere where colour matching is of importance 
(see fig. 6.50). 

2.29, THE NEON TUBE. — If the Moore tube is filled with neon gas 
in place of nitrogen or carbon dioxide, the efficiency of light production 
is considerably improved. According to M. Claude, such a tube uses 
only about 0-6 watt per maximum candle.* Neon is one of the rare 
gases of the atmosphere; but, nevertheless, it can be extracted with 
comparative ease. It is obtained as a bye-product in M. Claude’s process 
for liquefying air, and producing from it pure nitrogen and oxygen. 
The separation is easily effected at hardly any increase in the cost of the 
main process. It is claimed that the tube requires no automatic valve of 
any kind, as the gas is only very slightly absorbed. If the electrodes are 

* 8oc, Int, des Electriciens, BuU^, November 1911, p. 505 ; Illuminating Engineer, 
October 1914, p. 478. 
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made sufficiently large the tube should have the life of an incandescent 
lamp without a refill. 

Difficulties were at first encountered, of which one was the vivid red 
colour. This was overcome by the use of correcting tubes containing 
mercury, the mixed light of mercury and neon being approximately white. 

Another difficulty was the fact that the slightest traces of foreign 
vapours given off by the electrodes destroyed the luminous power of the 
gas. According to the discovery of Dewar, at low temperatures carbon 
acts towards gases as a strong absorbent. With gas at low boiling-point 
the absorbing power is less. Hence it was found that, if the neon of a 
neon tube had to be purified, all that was necessary was to join the tube 
to the vessel containing carbon and immerse the vessel in liquid air. 
The impurities given off by the electrodes were gradually absorbed, while 
the neon was left behind. 

Various installations of this type have been carried out for festival 
occasions, sign lighting, etc. 

During the last two years neon discharge lamps of low wattage 
(about 5) have been put on the market. The lamp looks externally like 
an ordinary small incandescent lamp. The negative electrode in one 
particular type of lamp is a saucer-shaped, thin nickel cap about 
inch in diameter and I inch high, while the positive electrode is similar 
but of about I inch diameter and height, fixed below the cathode. The 
light is given by the negative orange glow, which makes an excellent night 
light. The pressure of the neon gas is less than 1 millimetre mercury. 
At this pressure the gas is easily ionised and thus becomes conducting. 

It is interesting to remark that a 5- watt lamp is in most cases unable 
to start the electricity meter. 

2.30. CHARACTERISTICS OF ARCS. — An equation connecting 

v^OLTS 


100 
90 
80 
70 
60 
50 
40 
30 
20 
iO 

10 5 0 5 10 15 20 MILLIMETRES 

Fi(i. 2.23. — P.D.’s for Different Lengths of an Enclosed Arc (Current Constant). 

length of arc, current, and P.D. required may be obtained by plotting 
two sets of curves. In the first set we keep the current constant and plot 
the volts as a function of the length of arc. The resulting curves are 
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approximately straight lines, according to fig. 2.23, which holds for 
ordinary enclosed arc lamps. Tlicse lines intersect in a })oint for which 
Vq“^ 38 volts and - 7-5 millimetres. This voltage is constant for all 
lengths of arc and for all currents. It represents the fall of potential 
from the negative (‘arbon to the arc, and may be considered of the nature 
of a back E.M.F. The additional voltage is required for the vapour 
stream ; it is directly proportional to the length of the latter. Expressing 
the curves by equations, we find 

V = |cd/,/o) .... 2.1<S 
in which ?=length of arc, /o = additional length ami is equal to 7*5 inilli- 
metres in the example of fig, 2.23, and is a constant. 

In the second set of curves we plot for constant lengths of arc the P.D. ’s 



Kig. 2.24. P. D.’s for the Different (\irrents of an Enclosed Arc 
(I^ength of Arc Constant). 


as functions of the currents and obtain curves having approximately 
the shape of cubic hyperbolas (see fig. 2.24), with the equations 
(V — Vq) 2 I^=:C 2 ^, in which I^ is the current and Cg a constant. The a(‘.tual 
voltage required is then 


which IS very nearly equal to 

l+lo 


2.19 


This equation may be also found if we consider the physical con- 
ditions of the arc. 

We have seen that the flow of the luminous arc is ftom the cathode, 
and that the nature of the arc depends on the material of this cathode. 
To cause this flow at all, a definite voltage Vq must be applied. It is 
constant whatever the strength of the current and the length of the arc 
may be. When the current increases, so does the flow; hence the 
♦ Steinmetz, Proc, Amer, 1.^,8., 1906. 
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resistance through which the current passes decreases, keeping the fall of 
potential from the negative carbon to the arc constant. The power 
wasted thereby is therefore equal to = where 1^. is the current. 

As regards the arc proper, we may assume that its temperature is 
approximately constant, so that the power absorbed by it is proportional 
to the surface of the arc, i.e. to l^d, in which arc plus 

the length 1q. The latter accounts for the heat carried off by the ends of 


Us 

the electrodes. As the diameter of the arc d is equal to / — , i.e. pro- 
portional to the square root of the cross-section S of the vapour column, 
and as S is proportional to the current by which the vapour is produced, it 


follows that d is proportional to VI^. We have therefore : 

Power absorbed bv the aic prorr - — P., (/ 

I gr7 

and the total powers-- P = Pj r P^,^ VI^. = Vol^-I c(J [ Iq)VJc^ 
wh ence V ~ H- . * 

Vic 


It will be noticed in fig. 2.23 that, if we reduce the length of the arc 
below 7 millimetres, the lines bend downwards, intersecting approxi- 
mately at 30 volts in the ordinate axis. This does not occur with the 
mercury vapour and the magnetite lamps. In both these cases consump- 
tion of the positive pole docs not take place, hence it would appear that 
the disturbing factor lies at the positive electrode of the ordinary arc lamp. 
It is feasible to assume that the constant voltage Vq=^ 38 volts is not totally 
absorbed at the negative carbon, but only to the extent of 30 volts, and 
that the difference of 8 volts is necessary to overcome the layer of mist 
near the positive carbon caused by the evaporation of this electrode. 

The constants in equation 2.19 vary with the nature of the arc. 
Approximate values are given in the accompanying table. 


Table 2.1 1 .—Constants for Arc JjAMps. 



Ordinary Carbon 
Arc. 

Enclosed 
Carbon Arc. 

Flame 

Arc.f 

Magnetite 

Arc. 

Vapour Arc. 

Vo 

84 . 28_ 3b 

8++30..-=38 

12 

31 

rv7++5-3-. = ll 


6 mms. (0-24 in.) 

7-5 (0-3) 

5 (0-2) 

‘ 2 (0-08) 


C 

5 (127) 

5 (127) 

4-9 (124-5) 

4-8 (122) 



♦ The equation given by Mrs Ayrton of the P.l). for the electric arc in her well- 
known treatise on the electric arc is 


V 




CiH-Cai 


in which v„ 0 , c„ and C 2 are constants. 

t The constants for this type of lamp vary considerably. 
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2,31. STEADINESS OF THE ARC.— From equation 2.19 it follows 
that an arc lamp cannot be worked on a voltage which is just sufficient 
for the current for which the lamp is built. As the electrodes are con- 
sumed, the length of the arc increases, hence for a constant P.D. at the 
terminals the current ought to increase (since Vq is constant), keeping the 
second member of the equation constant. As, however, the resistance of 
the arc increases with its length, it follows that the current must decrease, 
i.e, the second member increases so that, as V is constant, this increase 
takes place at the expense of V^, and the voltage is therefore insufficient 
for maintaining the arc stream, and thus the lamp is extinguished. On 
the other hand, a slight increase in the current reduces the fall of P.D. 
across the arc proper, so that a decrease in the resistance takes place on 



Fig. 2.25. — Flame Arc Lamp and Steadying Resistance. 


account of increased production of vapour, thereby augmenting the rise in 
the current, which goes on until the lamp short-circuits. We require, 
therefore, ballast or steadying resistances which prevent these variations. 
Moreover, without steadying resistances arc lamp mechanisms would not 
work. On constant potential the current of the shunt coil would also be 
constant and the coil thus useless. 

Consider a 10-ampere flame arc lamp (of which two are usually joined 
in series to a 100- volt circuit). For a 5-millimetre arc the lamp itself 
requires 27-5 volts (see curve 1 of fig. 2.25). If we join in series with it a 
resistance of 2-5 ohms, then the voltage absorbed by the latter will be 
represented by the straight line in fig. 2.25. By adding curves 1 and 2 
we obtain curve 3. We see that below 5 amperes the voltage actually 
increases with a decrease of current, hence this part of curve 3 represents 
the unstable condition of the lamp. Where the curve is flat, small varia- 
tions in the voltage cause comparatively large current fluctuations, and 
it is evident that the lamp should not be worked below 8 amperes. The 
fluctuations could be somewhat checked by winding the steadying 
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resistance on an iron core; the inductive efiect then opposes rapid 
variations of the current. 

The steadying resistance has the disadvantage that it absorbs power. 
To reduce this waste, we join as many lamps in series as possible, say three 
flame lamps on a circuit of 110 volts. The lamps then absorb 3x27-5 
= 82-5 volts, so that 27-5 volts are left for the resistance. With 10 
amperes this means a ballast resistance of 2-75 ohms. The conditions 
are represented in fig. 2.26. The total voltage curve has now become 
extremely flat, and the stability limit has been shifted from 5 to 8-5 
amperes. The mechanism of such lamps should be extremely sensitive. 



i.e. the lamps should feed for very slight variations in the current or 
voltage. ^ 

The minimum voltage required to reach the stability limit is equal to 
the total voltage required by the lamp plus half its variable ])art, i.e. 

I i Iq 

+ .... 2.20 

Thus in fig. 2.25 we have 

V=:33“Vo“fr/-^==12“f 21 (for 5 amperes), 

and 

Vniin. - 33 H i X 2 1 - 43-5 volts. 

In fig. 2.26 * 

V = 3 X 12 -f 3 X 16 — 84 (for 8-5 amperes), 

and 

Vnxin. - 84 + 1 X 3 X 16 - 108 volts. 

The lamps should therefore feed when the voltage variation is less than 

2 volts, or I of a volt per lamp. A better result would be obtained 
with 12 -ampere lamps. In this case the minimum voltage would be 

3 X 12 -1-3 X 14 4- J X 3 X 14 = 99 volts, leaving a considerable margin. 

It should be noted that the above deductions hold for an arc of 5 
millimetres length. To change a lamp from 10 to 12 amperes would 

6 
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necessitate alterations in the mechanism of the lamp, especially if the 
same be supplied with a series solenoid. Also the carbons would have to 
be enlarged, as otherwise hissing might occur. 

Formula 2.20 may be proved as follows : The slope of curve 3 is nil 
for 5*5 amperes. It is the resultant of the slopes of curves 1 and 2, which 
are equal and opposite for this point. We have 



rfV 

d\, <l\, d\. 

But 

— (see equation 2.19), 

and 

dY 

= B ^resistance of steadier, 

dif. 

hence 

1 « - 


The total voltage required for the stability minimum is therefore 

V.„.,,=v 1 i,R=v+|c-:^?. 

Vlo 

2.32. VARIATIONS OF THE CONSTANTS Vo, c, AND lo WITH 
THE PRESSURE. — The values of Vq, c, and Iq, as given in Table 2.11, are 
correct for atmospheric pressure. When this pressure is altered, the 
values of Vq, c, and 1q are generally no k)nger constant. This is illus- 


w 

*0 

k 

c 

'o 

.S 

> 

an 


Absolut® Pressure m lb per 
Fio. 2.27.— Variation of Vq with Pressure. 

trated for various materials in figs. 2.27, 2.28, and 2.29.* With these 
curves it will be easy to find for any given length of arc and current the 
voltage as function of the air pressure. For instance, for ?=2-0 centi- 
metres, I(.=4 amperes, we have : 

Pressure 5 10 20 30 40 50 60 Ibs./inch.^ 

Volts 96-5 96*5 99 104 110-5 117 124*5 

(The values of c and Iq (in the figures) are for centimetre units.) 

♦ W. N. Eddy, General Electric Review, March 1922, p. 188. 
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CHAPTER 111. 


THE EYE AND ILLUMINATION.* 

3.01. CONSTRUCTION OF THE EYE. Tlie eye consists essentially of 
SIX parts, as illustrated in jfig. 3.01, viz.: {a) the cornea, shaped some- 
what like a watch crystal, with a refractive index 1-37 , (h) the anterior 
chamber, containing the aqueous humour, having a refractive index 1 *34 ; 
(c) the iris, with the pupil capable of expanding and contracting in order 
to regulate the quantity of light entering the eye. a quality termed 
adapfatioH ; {(I) the crystalline lens, witli a refractive index 1-437, an 
elastic transjiarent body controlled by a muscular ring, the ciliary 
muscles, by means of which the curvature of the lens is altered in order 
to bring the objects looked at into focus, a quality called accommodation ; 
(c) the cavity, with the vitreous humour, having a refractive index 1-34 ; 
and (/) the retina, possessing great adaptation to various conditions. 
The whole construction of the eye thus resembles a modern camera. 
The phenomena which occur between the incidence of light on the cornea 
and the mental appreciation of the fact may be divided into three 
stages : 

(1) The production of an image on the retina by means of the dioptric 
system of the eye enumerated above. This differs from the production 
of an image in the camera in that the actions of the adaptation of the ins 
and retina and of the accommodation of the crystalline lens are almost 
involuntary. 

(2) When the light focussed on the retina reaches a layer of the latter, 
called rods and cones, it produces some photochemical or other change 
which acts upon the terminations of the optic nerve fibres and sends along 
these a series of disturbances called nerve impulses. 

(3) In the brain these impulses are distributed to a complex system 
of centres composed of nerve cells, where processes occur associated with 
the conscious perception of light and lighted objects. 

It seems to be generally agreed that the light- perceiving organs of 
the retina are the rods and cones. This is proved by the fact that the 

* See also Dr J. Kerr, The Effect on the Eye of Various Degrees of Brightness 
and Contrast,” Illuminating Engineer, February 1917, p. 41 ; and Professor W. M. 
Bayliss, F.R.S., ‘‘Light and Vision,” Jlluminating Engineer, April 1918, p. 104. 
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spot of the retina which has no rods and cones, at the point of entrance 
of the optic nerve, is the blind spot. The rods and cones stand endwise on 
to the light, and consist of an inner swollen half and an outer thin trans- 
versely striated part, the extreme end of which abuts on a pigment 
layer. The latter prevents irregular dispersion and reflection, and acts 
as the chief agent in the light adaptation of the retina. From this layer 
fine prolongations of the pigment-containing cells reach up between the 
rods. When the eye has been rested in the dark, the pigment granules 
in the cells form a thin, dense black layer, just touching the outer end * 
of the rods. If, however, the eye has been exposed to light so that 
the retina is adayited for it, the 2)rolongationH of the cells running up 



Fig. 3.01. — The Construction of the Eye. 


between the rods are filled with the black pigment granules, wliich 
absorb light and probably help to replenish a photosensitive material 
called “ visual purple.” 

The most sensitive part of the retina, the yellow spot, or “ macula 
lutea,” contains only cones, and its centre, with only big cones, is known 
as the “ fovea centralis.” (The yellow spot is somewhat less sensitive to 
green than to yellow light, whence the name.) In order to see an object 
well, we should therefore focus the image on the yellow spot, t.e. look 
straight at it, as it is practically in the centre ^of the retina. This part 
is the real eye wliich is used for exact knowledge, the rest of the retina 
giving indications or hints to orient the exact sensations at the macula. 
For this reason the other parts of the retina are sensitive to movements 
or to the merest flicker, but not to the form. 

If one sees an object it means, of course, that the ether within the 
imaginary cone formed between the eye and the object looked at is in 
transverse vibration. 
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It is also the macula vision which is of greatest importance, and 
which reacts to fatigue and poison. For instance, with excessive 
tobacco-smoking tlio reds and greens disappear in the exact spot 
looked at. 

Tlie eye is most sensitive after it has been rested for a time in the 
dark. It is stated tliat such a rested eye is a million times more sensitive 
than in broad daylight. The centring of the eyes on the ol)ject looked at 
is accomplished so automatically that the image falls on the macula. 
*■111 reading print held at a foot distance, and without moving the eye from 
a given fixation point, say the dot of an ?, the number of letters clearly 
seen simultaneously is determined. In any exact vision the eyes are 
constantly being centred on little spots like this, and the rest of the retina 
merely gives orientation. This centring of the eyes means muscular 
adjustments and is termed convergence.” 

In reading the eyes pass along a line in a series of little jumps, fixing 
a series of such s})ots in succession, not necessarily in contact, but 
sufficient to give hints of words for the brain, and if the light is poor, or 
the image confused, or the text strange, greater exactness of fixation is 
required, which is the beginmng of strain. 

3.02. QUANTITY OF LIGHT REQUIRED.— Of importam c is the 
amount of light required. According to a number of investigators, such 



CANDLEi^ 

Fid. 3.02.— V’^isual Peiception as AffccttMl 
by Illumination. 

as Uthoflf, Laporte, and Broca, an illumination of 3 to 10 foot-candles is 
generally sufficient, and it is useless to increase the illumination beyond 
this, as it would simply mean waste of light. The eye may be considered 
saturated, and a further increase in illumination does not increase the 
acuteness of vision. Fechner has already pointed out that the relation- 
ship between the stimulus (illumination) and the sensation is given by a 
logarithmic curve, so that an increase in the illumination from 10 to 100 
foot-candles increases the sensation from 1 to 2 only. This is known as 
Fechner^s Law, 

In fig. 3.02 the acuity or visual perception has been plotted as function 
of the illumination.* The curve practically confirms the previous 
remarks. On the other hand, the speed of perception is practically 
* S. E. Doane, Qemral Electric Beview, February 1922, p. 98. 
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directly proportional to the illumination, as is proved by fig. 3.03.* 
People whose eyes are slightly astigmatic, or which have other slight 
errors in refraction, are benefited even more by increased illumination 
than workers with normal eyes. It will be obvious that this is of enor- 
mous importance as regards production, and that a low illumination in 
workrooms will not pay. For this reason modern factories employ very 
high illuminations where fine work has to be carried out. 

A highly interesting article on the effects of brightness on the sensi- 
bility of contrast on vision appeared in the Journal of the Franhlin 
Institute, No. 3, March 1917, by P. £1. Nutting. The photometric 
sensibility, i.e. the brightness just noticeable in adjacent fields, rises 



Foot Candlf^ 

Fig. S.03. — Sjieod of Perception as Affected 
by Illumination. 

comparatively slowly from zero to about one-tenth metre-candle, then 
rapidly to about 100 metre-candles, beyond which point there is little 
gain if the brightness is increased to 1000 metre-candles. Exceeding 
this value, the sensibility actually decreases. From these figures one 
may judge that a higher illumination becomes necessary for fine work 
involving slight contrasts, while a relatively low illumination suffices for 
handling large objects, or in dealing with black and white. 

We can also understand why, when black letters appear on dark 
paper, or when faded or coloured ink is used, the illumination needs to be 
increased, since the contrast is reduced, and contrast is essential for 
distinguishing fine details. The illumination must therefore vary for 
different industrial purposes (see also paragraphs 8.02 and 9.05). 

Also vibrations, such as are experienced in a railway carriage, make 
an increase in the illumination essential. 

In the author’s opinion, the illumination required depends also 
upon the surroundings. In a room with dark walls and furniture the 
same comfort will not be obtained as in a room with light walls and 
furniture, even if the illumination is the same in both cases. The 
♦ S. E. Doane, General Electric Review, February 1922, p. 98. 
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accompanying table shows results which give approximately the same 
comfort of reading ordinary text-book print in rooms of different 
colours. 

Table 3 . 01 . — Minimum Amount of Light required for 
Rooms of Different Colours. 


Colour of Room. 

Illumination. 

Metre -candles. 

Foot -candles. 

Black .... 

35 

3-28 

Deep red 

32 

3 00 

Dark green 

30 

2*80 

Pale blue 

28 

2-62 

Light yellow . 

2,5 

2-34 

CYeam silvery . 

23 

2- 15 

White .... 

20 

1-87 

White (iiidireet light) 

15 

1-40 


The divergency of the table may be explained as follows : In a dark 
room the eye feels the surrounding blackness instinctively, and the 
slightest roaming causes the eye to expand as it encounters the sur- 
rounding blackness, but looking at the brilliantly illuminated paper 
again, a strain is exx)erienced, causing the eye to contract. This con- 
traction makes the illumination now appear insufficient, and the eye has 
to expand again. This repeated expansion and contraction seems to 
make the higher illumination necessary. There is no doubt that the eye 
is affected more by contrast than by actual illumination. 

The illuminations given in the above table may be considered mini- 
mum values for comfort. Where fine details have to be recognised the 
illumination should be considerably greater. Ability to see depends 
upon the perception of form, light and shade, and colour. Perception 
of form depends on the construction of the observer's optical system, Le. 
on good focussing. The illumination must, of course, be sufficient. If 
the central part and the edges of the crystalline lens focus in different 
planes, we call this spherical aberration. The perception of light and shade 
varies with the individual. A normal person will notice the slightest 
change in tone. People who do not easily notice a change in tone have 
difficulties in finding their way about. The perception of colour also 
varies largely with the individual, and it depends upon the illumination 
too. In very poor light no colours are seen, only grey. In fading light 
the red disappears first, the greens and blues later. 

The eye is, on the whole, a splendid organ for adapting itself to all 
sorts of conditions. These changes must, however, not be too abrupt, as 
then the iris, lens, and retina cannot adapt themselves to the changes, 
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and a strain results. We must see that great successive contrasts are 
avoided. At the same time, too even an illumination ap])ears mon- 
otonous. This would mean that we should install a general illumination 
for orientation and local light for the actual work. A good mixture 
consists of 40 per cent, of general and 60 per cent, of local lighting. The 
general illumination must certainly not be too low, as otherwise the eye, 
on roaming about, will experience excessive contrast and a strain. 
Worse still is simultaneous contrast, such as is given, for instance, by a 
bright metal filament bare lamp in front of a blackboard. Even with a 
low illumination glare will be experienced under such conditions. 

3.03. GLARE. — An exact definition of glare is difficult to arrive at. 
Some people define it as the intrinsic brilliancy which, when it excee‘ds a 
certain value— a value which somewhat depends on the individual -- 
causes dazzling and pain to the eyes. But this definition is not sufiicient. 
If we look at the filament of an incandescent electric lamp with a rested 
eye in the evening we experience a dazzling sensation ; if we look at it 
during the day, especially in the o]>cn, the glare is absent. As a matter 
of fact, a bright lamp in the sunshine is hardly noticeable. And yet the 
light is there all the same. Again, if we place a light in front of a white 
screen, even at night, little of a glare is ex])erienced when looking at it, 
but when studied before a blackboard the glare ap])ears strongly, as 
explained above. We see that contrast and illumination play im])ortant 
parts in what constitutes glare, wfiich may be explained as follows : 
When looking at a lamp in front of a white screen, which makes the 
illumination appear high, or when studying the lamj) in the road on a 
sunny day, the nerves of the eye are less sensitive, and as the pupil 
has contracted, the sensation is small ; whereas in looking at a light in 
front of a blackboard the pujul extends to take in the dark background, 
and as the illumination is mostly small, the nerves of vision arc rested 
and therefore more sensitive. Glare occurs thus chiefly when a rested 
or sensitive eye experiences simultaneously a high intrinsic brilliancy 
and sharp contrasts. 

The remarks require, however, some discrimination. Nutting, in 
the above-mentioned paper, also gives curves for the so-called threshold 
sensibility, or the lowest perceptible brightness, and the glare sensibility, 
or the brightness which is just painfully bright. His curves show that 
as long as the intrinsic brightness does not exceed 10 metre-candles 
(about 1 foot-candle) glare occurs when the' contrast ratio exceeds 
1000 to 1. But when the brightness is raised to 10,000 metre-candles 
the ratio drops to 10 to 1. It would appear that if the brightness is 
further increased, the brightness itself is glaring. 

As the evolution of the eye has been chiefly influenced by daylight, 
we should see that the type of illumination at night approaches as near 
as possible that at daylight. The illumination of a clear sky is about 
0-4 to 0*5 candle per square centimetre (2|^ to 3 candles per square inch). 
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so that the intrinsic brightness of artificial lights should certainly not 
exceed this value. The majority of modern artificial illuminants have, 
however, intrinsic brilliancies far in excess of this value, which means 
that bare lights must be avoided and the illuminants must be surrounded 
with diffusing globes or shades. An ordinary tungsten filament lamj) has 
an intrinsic brightness of about 150 candles per square centimetre (1000 
candles per square inch), and the electric pure carbon arc about 13,000 
(85,000). It will be obvious that lights of this nature must cause an 
excessive strain on the eye, and if the ex[)osure is prolonged, the injury 
is lasting. AVhen the eye is subjected to an excess of, say, green light, it 
becomes colour-blind to this radiation. If we look into an intense 
source and then away we see an after-image. This may change its colour 
and then disappear as the eye recuperates. 

Besides intrinsic brightness, the total volume of light is of importance 
as regards glare. A 500- watt gas-filled lamp in a 1 0-inch opal globe, 
hung 7 or 8 feet above the floor and a similar distance ahead of the 
observer, is as glaring as a bare 50-watt incandescent filament in the same 
position. 

Illuminants are nowadays rated as regards glare, as is indicated 
in Table 3.02.* 

Table 3.02.— Ch.AssiFiOATioN of Light Soitrges from 
THE Standpoint of Glare. 


Giadt' 1 iiidicatoM sources of maximum softnesh. 
Grade X iiidicatcs sources of maximum harshness. 


Maximum Visible 
Brightness. 

Total Gandle-power m Direction of E>(*. 

(Ap])arcnt C'andlcs 

Less than 

2(t to 

50 to 

150 to 

500 to 

per sq. in.) 

20. 

50. 

150. 

500. 

2000. 


Grade. 

Grade. 

Giade. 

Grade. 

Grade. 

l^ss than 2 

1 

1 

J1 

II 

Ill 

2 to 5 

II 

11 

III 

IV 

V 

C) to 20 . . . 

II 

III 

IV 

VI 

VII 

20 to 100. 

IV 

V 

VI 

VII 

vni 

100 to 1000 

V 

VI 

VII 

VIII 

IX 

1000 and up 

VI 

VII 

Vlll 

TX 

X 


The next table, 3.03, gives details of the glare quality of various 
electric lamps taken from the same source. 

♦ Code of Lighting, prepared by Illuminating Engineers’ Society (U.S.A.), 1922. 




THE EYE AND ILLUMINATION 


91 


Table 3.03. 


AR(^ LAMPS. 

Crade. 

Enclosed arcs, clear globes .... 

IX 

Flame arc, clear globes .... 

X 

Flame arc, oj)al globes .... 

. VIl-VIlI 

MERCURY VAPOUR TUBES . 

VT 


CARBON AND METALIJSED FILAMENT IN(ANDE8(^ENT LAMPS. 

Crado. 

8 candl(‘-])ovver ...... V 

Hi ,, V 

:i2 VT 


'I’L'NOSTKN FILAMKNT INCANPESCKNT LAMPS. 


Walls. 

10 25. 

40 ()0. 

7.’)-100. 

150-200. 

:300. 

m) 1000 . 


(jradc. 

Crade. 

Crade. 

Crade. 

Crade. 

Cratle. 

Bare lamj)s 

Frosted lamps or frosted 

VT 

VU 

VUl 

IX 

iX 

X 

globes 

11 

III 

VI 

VII- 

VUl 


8-in. o])al glol>es * 

1 

I-II 

n-iv 

IV-\T 



12-111. opal globes * 



11 Til 

11- V 

1V-\T 

Vll-VUJ 

H)-in. opal globes * 

Flat reflectors — (ilamcnt 




II-V 

IV- VT 

v-vn 

visible 

Dome reflectors —steel or 
dense glass : 

Filament visi ble from 

VI 

vn 

VII 1 

IX 

IX 

X 

working position . 
Filament not visibh* 
from working 

VI 

VI 1 

vni 

IX 

IX 

X 

position 

Bowl reflectors — steel or 
dense glass : 

Filament visible from 

1 

i 

III 

in 

IV 

VI 

working position . 
Filament not visible 
from working 

Vi 

VIT 

VTII 

IX 

IX 

X 

position 

Dorn c re fleet ors — bowl - 

11 

II 

III 

IV 

VI 

vn 

enamelled lamps 



IV 

V 

VI 

VI 

Semi-enclosing units * . 



niiv 

IV-^VT 

TV-VII 

VI-VIIl 

Totally indirect lighting* 



l-TT 

l-II 

II 

III 

Semi -indirect bowl * . 



1 111 

Il-IIl 

TT-TV 

IIT-VI 




* Where a raiij^e is given, tiie best grade, that is the lowest, apjdies to glolxjs that 
are evenly luminous, and the poorest to globes which have a decidedly bright spot in 
the centre. 

Of importance is also the distance of the light source from the eye 
and the angle of the line of vision. If the lamp is right above the head 
of the observer, glare is, of course, entirely absent unless the person lies 
on his back. 

Table 3.04 gives the limiting grades of light sources permissible for 
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various sources. Where the background and the surroundings are very 
dark in tone a light grade of one grade softer than that specified in the 
table may be required. Where the background and surroundings are 
very light in ton(‘, one grade more harsh than that specified in the table 
may sometimes be permitted. 


Table 3.04. — 8howin(5 Limiting Grades of Light Sources 
Permissible for Various Sources. 



Space or Work to be Lighted. 

(Massilication 

of 

Position. 

Roadways and 
Yanl Thorough- 
fares. 

storage Spaces. 

Aisles, Stair- 
ways, handling 
coarse Mateiial. 

Ordinary 
Manufacturing 
t)pe rations. 

Offices and 
Drafting Work 
and certain 
Manufacturing 
tlperations. 


Limiting 

tirade. 

limiting 

tirade. 

Limiting 

(Irade. 

Limiting 

tirade. 

A . 

VI 

V 

Til 

II 

B . 

Vll 

VJ 1 


IV 

. 

VITI 

VJl 1 

VI 

V 

i D . 

IX 

Vlll 

VH 

VI 

1 K . 

IX 

IX 1 

Vlll 

VH 

K . 

X 

X 

IX 

Vlll 

C . 

X 

X i 

X 

X 


The classification of position is given in Table 3.05. 

Table 3.05.- Chart of the Field of View. 

Class! Hcation of i)o.sition of light source which lakes into account the distance from the 
eye and the angle of the line of vision. 


, , ,,, Horizontal Distance of Light Source from Observer in Feet. 

Height above Floor 


in Feet. 

1. 

2. 

3. 4. 

6. 

8. 

10. 12. 

10. 

20. 

25. 

30. 

35. 

40. 

50. 

60. 

t>-5 

or less 

A* 

A* 

A A 

A 

A 

A A 

A 

A 

A 

A 

B 

B 

B 

B 

0-5 

to 7 

C 

E 

D C 

r 

B 

B B 

B 

B 

B 

B 

B 

B 

B 

C 

7 

„ 8 

G 

G 

F E 

1) 

D 

C C 

C 

C 

C 

C 

C 

C 

C 

C 

8 

to 9 

G 

G 

G F 

F 

E 

D D 

C 

C 

C 

C 

C 


C 

D 

9 

„ 10 

G 

G 

G G 

F 

F 

E E 

E 

D 

D 

D 

D 

D 

1) 

1) 

10 

„ 11 

G 

G 

G G 

G 

F 

F F 

E 

E 

D 

D 

I) 

I) 

1) 

D 

11 

to 12 

G 

G 

G G 

G 

F 

F F 

F 

F 

E 

E 

D 

1) 

D 

D 

12 

„ 13 

G 

G 

tl G 

G 

G 

F F 

F 

F 

E 

E 

E 

E 

E 

E 

13 

„ 14 

G 

G 

G G 

G 

G 

G G 

I 

F 

F 

F 

E 

E 

E 

E 

14 

to 15 

G 

G 

G G 

G 

G 

G G 

G 

F 

F 

F 

F 

E 

E 

E 

15 

„ 16 

G 

G 

G G 

G 

G 

G G 

G 

F 

F 

F 

K 

E 

E 

E 

10 

„ 17 

G 

G 

G G 

G 

G 

G G 

G 

G 

F 

F 

F 

F 

E 

E 

17 

to 18 

G 

G 

G G 

G 

G 

G G 

G 

G 

G 

G 

F 

F 

F 

F 

18 

19 

G 

G 

G G 

G 

G 

G G 

G 

G 

G 

G 

G 1 

G 

G 

F 

19 

,, 20 and up 

G 

0 

G G 

G 

G 

G G 

G 

1 

G 

G 

G 

G 

G 

G 

G 


* Classified as A unless light source is so nearly above the heewi of the operator 
as to be quite outside of field of view, in which case classify as E. 
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We should also avoid as far as possible working with different colours 
at the same time, as the eye cannot adapt itself to a variety of colours 
simultaneously. For red light the image may appear beyond, and for 
blue and violet lights before the retina, thus causing a strain and head- 
ache. When an eye is unable to focus all colours in the same plane, we 
refer to it as chromatic aberration. It sometimes happens that light 
which enters the eye is reflected within the eye over and over again, 
causing a blurred vision. This is also the (‘ase if ultra-violet rays juoduce 
fluorescence of the eye lens. Direct reflection— for instance, when reading 
from glazed paper— gives an excess illumination. 

The image produced on the retina is the sharper the more the light 
becomes monochromatic, so that it frequently ])ay8 to blot out some 
colours of the light in order to produce a si arper image, in spite of the 
illumination being reduced thereby. 

If we view a landscape on a clear day through a yellow glass, the view 
appears very shar]). The yellow glass <;uts out the purjde haze, and it 
eliminates the diffuse light skylight in all shadows because these shadows 
are lighted mainly by blue light. The amount of light is little affected, 
as the blue in it is but a small fraction of the total luminosity. 

3.04. WAVE-LENGTH AND FREQUENCY. The sensitivity of the 
eye depends also upon the nature of the light, i.e. upon the wave-length 


WAVE LENGTH 



Fjg. 3.04. — Sensation of Light. 


and frequency. It begins with the red, then gradually increases, be 
coming a maximum between the yellow and green (see fig. 3.04). 

The sensation depends, however, somewhat on the intensity. Its 
peak moves towards the red for high intensitiot and towards the blue for 
low ones. These curves will also explain why it is impossible to compare, 
with the ordinary equality photometer, lights of different colours, 
especially if they differ largely in intensity. For high intensities the 
sensitivity is highest for yellow light; in the case of low ones, for the 
green. But even if we produce on the two sides of a photometer screen 
equal illuminations, it will be obvious that it is impossible to compare a 
yellow light with a greenish-blue one — ^for instance, an incandescent 
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carbon lamp with the mercury vapour lamp — since for the former the 
sensitivity of the eye is higher, t.e. the sensation on the eye is greater with 
less candle- })Ower for yellow light than with blue light. The application 
of the Flicker photometer, however, overcomes this difficulty (see notes 
on Flicker jffiotometer) ; or we can compare the lights by finding out the 
distances at which given colourless letters (black on white or Vice versa), 
arranged out of order, can be read equally well by the two lights. This 
method of comparing lights is not used, because the distances differ so 
much for individuals. From the curves we see also that as for high 

intensities the sensation is a jnaxi- 
mum for yellow light, for low in- 
tensities it is a maximum for greenish- 
blue light. Both lights, when of 
equal intensities, will look differently 
bright when viewed from different 
distances. Thus the mercury va])our 
lam]) will appear much brighter 
from a great distance and less bright 
than the carbon lamp when studied 
close by.» For search-lights, etc., we 
should therefore install lights of a 
greenish-blue colour, if it were not 
for the fact that th(‘y jieiietrate the 
fog less effectively than yellow lights. 

We have seen that the average 
sensitivity of the eye is greater for the 
yellow-green ])art of the s])ectrum 
than for the red and the violet. It 
follows, therefore, that for a given 
is required for red and blue- violet 
radiations, as is approximately illustrated in fig. 3.05. 

As the light enters the eye, its energy is changed, mostly into heat. 
If the rate of conversion becomes too great, the heating becomes excessive 
and the eyes give pain. C^ontinued “ overheating ” causes inflammation. 
If the time of overheating is short, a few hours will see full recovery. 
Temporary blindness is also due to excess power absorption. Looking 
at the curve, it will be obvious that for red and violet lights the absorption 
of power for a given sensation will bo much greater than for yellow-green 
lights; consequently the danger of overheating is also greater. Yellow- 
green lights are therefore preferable, especially where the intensities are 
great. At the same time, less harm is done by red radiation than by 
violet and ultra-violet. The latter is invisible, yet the radiations may 
be there all the same, and the invisibility makes it all the more difficult 
to guard against such rays. The harm done by ultra-violet rays is 
greater than that due to red and infra-red radiations, on account of the 
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sensation the maximum ])ower 
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greater frequency and shorter wave-lengths. As long as the wave- 
length is great, the eye, or rather its constituent particles, are able to 
respond to, or resonate with, the impressed motions; but when the 
frequency becomes too high, as is the case with the ultra-violet rays, a 
res])onse is no longer possible, and dissociation results. It is therefore 
absolutely essential that lights which produce largely ultra-violet rays, 
such as open arcs of all kinds, discharges across spark gaps, should be 
studied with protecting glasses. 

Ordinary clear glass gives sufficient protection in some cases, as it is 
o])aque to ultra-violet rays of higher frequencies. These rays can be 
completely shut off by special glasses of a yellowish tint, or by proper 
globes, and it is advisalde to do this where direct light has to be employed. 

The metal filament incandescent lamp, whicdi produces ultra-violet 
rays, is not to be employed in posit’ons where direct rays are liable to 
enter the eye. 

The harm done by ultra-violet rays is effective and lasting. The 
author remembers taking a numlier of students over the Vickers-Maxim 
Works at Sheffield in 1905, where they were shown cdectric welding. 
Unfortunately, there were only two jiairs of protecting glasses available, 
and as the author, who was interested in the mechanism of the machine, 
studied it without protection for several minutes, he rec*chved an overdose 
of ultra-violet rays. About twelve o'clock the following night he awoke 
with a maddening pam at the back of the cyyes, which lasted for about 
an hour, and for weeks afterwards he had difficulty in keejhng anything 
properly in focus. Experience has also proved that an o])en electric 
c'arbon arc alone is not nearly as dangerous as when used in connection 
with the welding of iron. The rays from metal arcs are extremely 
harmful, and those from the mercury vapour arc are the most dangerous 
of all modern illuminants. 

Overheating is experienced instantaneously, and it is cured quickly. 
The harm done by ultra-violet rays is noticed ten to twenty hours after- 
wards, but it is lasting. It is therefore essential that for open arcs the 
necessary protection should be applied, that glasses should be used which 
prevent ultra-violet rays from entering the eyes above or below them. 
Once eyes are weakened by such radiation, they become very sensitive 
to it, and the least dose causes headache. This is also experienced in 
brilliant sunshine, especially in ]^laces where a large quantity of light is re- 
flected. White sand and snowreflect a large part of ultra-violet radiations 
contained in sunlight, so that it is advisable to wear protecting glasses. 

No ill-effects are caused by radiations above the blue, to which the 
organs of the eye can respond ; but light which contains blue and violet 
radiations only cannot be tolerated for any length of time. The most 
sensitive part of the eye, the yellow spot, does not respond to them (it is 
blue-blind), and as a result these radiations are seen by the surrounding 
parts of the retina only, and when the latter endeavours to focus them 
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on the yellow spot the light disappears altogether. A greatly irritating 
effect IS the result. 

Different eyes show different degrees of sensitiveness to ultra-violet 
rays If we place an arc lamp at the back of a screen consisting of a 
fine silver deposit on glass, no visible light will pass through, but for 
ultra-violet light the screen is transparent. Most people will therefore 
be unable to see the light at the back of the screen, but some persons are 
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(Time of exposure, 20 niius ) 
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Fig. 3.06.- --KfTect of Euphos ” Glass on Ultra Violet Light 

able to do so. This is especially the case with individuals who have been 
subjected to an operation for cataract, involving the removal of the 
crystalline lens of the eye. The inability of ordinary people to see 
ultra-violet light may therefore be partly due to the fact that the crystal- 
line lens absorbs it. 

The lens very often changes its colour during life, and this gradual 
coloration seems to afford protection, since little children appear to be* 
more susceptible to ultra-violet light than older people. 

Doctors Schanz and Stockhausen have invented a glass, which they 
call Euphos.” * It consists of a mixture of red and green glass, giving 
a yellowish tint, which cuts off most of the ultra-violet light, as is marked 
in the above fig. 3.06. They also claim that this glass does not absorb 
See lUuminatiifi^ Engineer ^ vol. i., 1908, p. 772. 
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more than 2 to 3 per cent, of the visible light. This can be judged 
by means of fig. 3.07. 

The reason why daylight is so much less harmful than artificial 
radiation is to be found in the fact that daylight is luminescent, or 
selectively radiant, so that the amount of power which enters the eye, 
even in sunshine, is comparatively small ; moreover, the light is perfectly 
diffused. In artificial light, however, the percentage of visible radiation 
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? 

o 


Mercury arc (glass). 
lJa> light (from 'iky). 

Tungbten lamp (cleai). 

Mercury arc (quartz). 

Yellow flaming arc (opal glass). 
Carbon arc (clear glass). 

Carbon aic (bate). 


3 07 ^ — Short Wave 8jx*ctra of (Vunmon llluminants for Equal Photometric 
Intensities and K({iial Photo iirajihic Exposure. 


is small, and, as it is caused by temperature radiation, the amount of 
power that enters the eye is large. 

At the extreme end of the ultra-violet follow the X-rays, which are 
consequently of a very high frequency. The effect of X-rays is similar 
to that of ultra-violet rays, but in a greater degree. Excessive applica- 
tion will cause dissociation of the part treated, ('are must therefore be 
taken when applying such light. 

It should be pointed out here that opinions about the harmful nature 
of ultra-violet rays, or rays below a wave-length of 40 x 10 ® centimetres, 
do not agree. According to M. Luckiesh,* artificial light is less harmful 
in this respect than daylight, and he tries to prove this by means of a 
series of photographs, of which one is given in fig. 3.07. It shows 
undoubtedly that daylight contains far more ultra-violet light than most 
modern illuminants, but the fact that it is luminescent is not taken into 
account. The power which enters the eye from artificial sources of great 
intrinsic brightness is far greater than that during daylight. 

* Khctrirol Worlds voL lix. p. 1314, 1912, 


7 
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Dr C. R. Kindall, Surgeon of the Bureau of Mines, has issued a report 
in which it is stated that thirty men were recently viewing the demon- 
stration of a new portable electric arc-welding outfit, and a few hours 
later seventeen of the thirty men reported to the doctor for treatment. 
They were suffering from traumatic conjunctivitis. In two cases the pain 
was very severe, and the symptoms were similar to those of iritis. Mor- 
phine had to be administered to afford relief from pain. Only two men 
of the thirty were not affected in some way from this exposure. These 
two men wore thick-lensed orange-coloured glasses. Several of the men 
wore orange-coloured glasses with thin lenses, but the latter were not 
heavy enough to afford ])rotection against an exposure as long as took 
place. The distance of the eye from the arc also influences the possibility 
of injury. 

Conjunctivitis is an inflammation of the conjunctiva; the con- 
junctiva is the mucous membrane covering the inside of the eyelids and 
part of the eyeball. Traumatic conjunctivitis is caused by foreign 
bodies in the eye, exy)osure of the eyes to high winds, dust, smoke, intense 
light from electric arc lamps, and from electric welding apparatus. In 
the instance mentioned above, the inflammation was due to the ultra- 
violet rays. In some cases the effect is so severe that, in addition to 
conjunctivitis, an inflammation of the skin similar to sunburn is produced. 

The symptoms of conjunctivitis caused by intense light or by the 
ultra-violet rays are abnormal intolerance to light, excessive secretion of 
tears, intense smarting of the lid, contraction of the pupil, sometimes 
swelling of the lid, and small ulcers developing on the eyeball or cornea. 
Unless properly treated by a physician immediately, chronic inflamma- 
tion of the conjunctiva, cornea, iris, or retina, and possibly blindness, 
may result. 

Under proper treatment most cases get well in a few days. All 
treatments should be under the direction of a physician. He usually 
advises placing packs on the patient’s eyes three or four times daily. 
The pack should be left on from fifteen minutes to an hour. The 
eyes vshould be irrigated with normal salt solution (a teaspoonful to a 
quart of sterile water) or a saturated solution of boric acid several times 
daily. If there is a discharge of pus, a few drops of a 25 per cent, solution 
of argyrol or a 5 per cent, solution of protargol should be placed in the 
eyes three to six times daily. The patient should be confined to a 
darkened room until his condition improves in order to avoid com- 
plications. These treatments will reduce the swelling, give the patient 
comfort, and prevent the development of chronic conjunctivitis. In 
severe cases it may be necessary to administer morphine to relieve the 
pain. 

3.06. PROTECTION OF EYESIGHT.*— (a) Against Heat.— Various 

* See also W. S. Andrews, General Electric Review, November 1917, p, 903, and 
December 1918, p. 961. 
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kinds of glasses are sold which will accomplish this. The following table 
giv^es substances which are good as heat absorbers 

Table 3.06. -Heat-absokhincj Glasses. 


Material of Screen. 


('lear white mica 
dear window glass . 
Flashed ruby glass , 
Blue glass 

Emerald green glass 
Dark mica 
(\)rnmg C 124 glass 
])ark Novi weld 
Pfiirid gnld-])lated . 


ThickncHs. 

Percent ag( 
Heat absor 

Inches. 

Millimetres. 


0 004 

0*102 

19-0 

01 02 

2*59 

200 

0*097 

2*46 

31*0 

0*093 

2*30 

.57*0 

0*100 

2*54 

()40 

0*(M)4 

0*102 

070 

0*095 

2*41 

90*0 

0*09({ 

2*44 

90*0 

0*114 

2*90 

99*2 


The figures represent, of course, only average results. They are 
affected by the chemical constituents of the glass and by the thickness. 
Long-continued proximity of the eyes to sources of heat may produce 
cumulative action and cause cataract, which can be prevented by the 
use of those protective glasses. 

(b) Visible Light. — Excessive brilliancy, glare, and flickering must be 
avoided. As the eye is more sensitive to yellow-green light than to 
other combinations, protecting glasses of this tint will give the best 
results. Against excessively bright light, such as produced in arc 
welding, a smoky effect is mostly introduced into the glass to aid the 
absorption. 

Certain tints of dark mica have been found excellent, especially as 
they are good heat absorbers. 

In very heavy welding operation the whole face has to be protected, 
and masks of vulcanised card or fibre are used, with openings provided 
with a combination of ruby and green glass plates. Dark mica would 
even be better. 

(c) Ultra-Violet Rays. — Waves having a length of less than 34 x 10-^ 
centimetres are absorbed by almost any kind of glass, so that even 
ordinary glasses provide good protection against this invisible radiation. 
Arcs between carbon and iron, iron and iron, in fact all metal arcs, and 
especially the mercury vapour arc, are extremely prolific in these rays. 

It is not sufficient to protect the eye and face from direct radiations 
of this nature, but we must do so also against reflected rays. A mercury 
vapour lamp with a quartz tube should never be burned without a pro 
tecting glass globe. 

Ultra-violet rays produce fluorescence in certain chemical substances, 
and when these are seen by a mixture of visible and ultra-violet light, such 
as is emitted by an iron arc, their apparent colour is changed. A high- 



100 ELECTRICAL PHOTOMETRY AND ILLUMINATION. 


tension disruptive discharge between iron electrodes is an excellent 
source of ultra-violet rays, which are far in excess of visible rays. A 
pebble (natural clear quartz) lens can readily be distinguished from one of 



(A) Spectrum of Iron Spark. 

(B) Spei'tmm through Buhv (ih'fs. 

((') Spo(tium thiough Oreeii Ulusb. 

(D) Spectrum thiough Blue Glas'?. 

Fjo. H.OB. — S]X‘clra of an Iron S]mrk (AndiowB). 

plain glass, because, if the lens is placed between the iron spark discharge 
and a fluorescent substance, such as soda salicylate, the blue colour, 
caused by the ultra-violet rays, appears. With a clear glass lens the 
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8.09. — TransmisRion Curves for Various OlasBep. 

natural wliite remains. Fig. 3.08 illustrates the spectra of an iron 
spark under various conditions. 

Transmission curves for a number of glasses are shown in fig. 3.09 
for the ultra-violet region.* It will be seen that the transmission of the 
clear lead glass (1) remains unchanged to a wave-length of 0*35 xlO~® 
♦ M. Luokiesh, Trans, lUum. Eng, 80c. {U,8,A,)t vol. ix. p. 472 , 1914 . 



THE EYE AND ILLUMINATION. 


lOI 


centimetres, where it begins to absorb, becoming opaque to rays somewhat 
shorter than 0-3 x 10~® centimetres. The smoke glasses were repre- 
sentative of many examined. They show that it will not do, in choosing 
protecting glasses, to judge simply by a mere visual observation. None 
of the glasses shown absorb all the ultra-violet radiation, so tliat the 
question arises as to the best colour in various processes. In general it 
has been found that a yellow-green glass of minimum colour, opaque 
to ultra-violet rays and supplemented by a neutral tint or smoke glasses 
in order to reduce the brightness encountered in welding, etc., gives 
satisfaction. 

3.06. THEORY OF COLOUR PERCEPTION. Various theories have 
been propounded as regards the perception of colour. Bo me ex])re8S 
this perception as an effect hrving a chemic.al basis, and that the nerve 
sysbim is stimulated by a small elcetrit', e.urrent flowing from the retina 
and depending on the intensit}^ of the light striking the eye. 

According to Young and Helmholtz, the retina of the eyes has three 
sets of cones sensitive to tii(‘ three primary colours ; red, green, and blue 
respectively. When tlie three sets of nerves are stimulated, the sensation 
of white light is realised. The sensations of intermediate colours occur 
as the curve representing a primary colour sensation extends }>cyond the 
point on the spectrum for which that set of cones is especially sensitive. 
This theory, however, does not suffice for many cases of colour-blindness, 
and not for very low illuminations when no colours are seen at all. 

Hering assumes that the eye possesses three photochemic.al sub- 
stances, of which the first one undergoes a constructive change in one 
<Urection when acted upon by red light, and the reversed destructive 
change when subjected to green. The second element undergoes similar 
changes for yellow and blue lights ; and the third one responds to the 
sensations of light only, and undergoes similar changes corresponding 
with black and white. Tliis would require three distinct pigments, 
which —like the three sets of cones in the Young-Helmholtz theory — 
have not yet been found experimentally. 

It has already been pointed out that the yellow spot is less sensitive 
to the green end of the spectrum than the surrounding part. If, there- 
fore, in a photometric tost we alter the distance between the eye and the 
screen, different portions of the retina are affected, and the photometer 
may appear out of balance. This is especially the case when the screen 
is badly illuminated. The brighter the illumin'htion the greater will be 
the accuracy obtained. In no case should the illumination be less than 
one foot-candle. This is, of course, easily obtained when dealing with 
laboratory measurements, but not in the case of testing street illumina- 
tion, where the illumination is much less in nearly all cases. 

Suppose, further, we have two similar pieces of red and green paper 
and illuminate them with white light. As long as the illumination is 
strong, the red one appears the brighter of the two. When, however. 



102 ELBCTKICAL PHOTOMETRY AND ILLUMINATION. 


the illumination is gradually reduced, the papers finally change places 
with regard to api)arent brightness. This is called the Furkinje 
effect , by which is meant that with increasing light the luminous 
sensation 2)roduced by the red end of the sj)ectrum increases more rapidly 
than that which would be produced by the green part (see also fig. 3.02). 
In the above experiment the surfaces should be placed at a great obliquity 
to the eye, for, if the angle is small, the Purkinje effect does not take 
place. 

Von Kries explains these phenomena as follows : The light- per(*eiving 
organs of the retina consist of rods and cones, of which only the latter 
perceive the colours. The cones are also most sensitive to yellow 
light, and, while they do not respond to very much illumination, once 
they have commenced to act with increasing stimulus they keo]) on 
doing so long after the rods have ceased to do so. 

The rods are unable to })erceive colour, and all light aj)])ear8 to them 
white. They are sensitive to weak light, to which the cones do not 
respond at all, but when the stimulus is further increased the rods 
become saturated and respond no further. 

When light is fairly strong we see by means of the cones, and hence 
we have a colour sensation. Very weak light is seen through the rods 
and the colour disappears, everything looking grey. 

From the photonu‘tric standpoint it is of imj>ortance to find out 
when the struggle between the rods and cones begins. As the extreme 
central portion of the retina contains })rac;tic,ally only cones, then, if tln^ 
image of the illuminated surfaces falls within this region, the Purkinje 
effect is absent. But when the angle between the eye of the illuminated 
surfaces is great, and the cone region is largely affected, the Purkinj(5 
effect is pronoum'.ed . In ])r()perly constructed photometers the angle is 
usually small, and the Purkinje effect is of little importance as long as the 
illumination does not drop below 1 metre-candle.* 

Also this theory of light and colour perception is not endorsed by all 
experts. Dr F. W. Edridge (irreen f suggests that the struggle between 
the rods and cones can be explained by the distribution of visual purple 
over the retina, and that the rods are merely concerned in the distribution 
of visual purple. Light falling on the eye causes the visual purple to 
retreat from the rods and spread over the other parts. The chemical 
change causes a corresponding sensation stimulus, which depends in 
quality and quantity on the nature of the light causing it, and this 
stimulus is communicated to and analysed in a special centre of the brain. 
Hence, according to this theory, it is in the brain and not in the eye 
where the sensations of light and of colour are analysed. The divergency 
in opinion shows that further investigations are needed. 

8.07. PHYSIOLOGICAL EFFECTS OF COLOURED LIGHT. Lights 

♦ vSee J. S. Dow, Illuminating Engineer^ 1908, p. 163. 
t Ibid., 1909, pp. 210, 741, 802. 
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of different colours have different effects upon human and plant life. 
Red light is cheering and stimulating, as long as not too much of it is 
supplied. An excess causes irritation and even hysterics. It is on 
account of the stimulating and pleasant effect that red light is called a 
warm light. 

Blue and violet (cold) lights have a soothing effect, but an excess 
thereof produces depression and melancholy. The term “ in the blues 
is probably derived in tliis way. Coloured lights have been employed 
with success in the treatment of lunatics. 

It has actually happened in film works in England that workmen, 
who worked under yellow light, complained of the heat. The owner then 
replaced the lamps by others with a bluish tint, when he was informed 
that the shop was much cooler. The temperature of the room was 
actually the same in both cases. 

Experience has also shown that red, orange, and yellow light improve 
tli(‘ growth of j)lants, whereas ultra-violet rays destroy. Plants are, of 
(‘ourse, not alike in this res])ect; l<‘ttuc(‘, for instance, can be kept going 
with artificial light at night, but tomatoes insist on slee])ing and decline 
to grow in such conditions. On the whole, one hour of sunlight will 
cause more growth than several nights of artificial light. 

An interesting arti(*le on this subject will be found in the General 
Elecirie Review of Mar(‘h H)18, by Hayden and Steinmetz, p. 232. It 
concludes as follows : “ By intense artificial illumination, of the magnitude 
of 700 lumens per square foot, the rapidity of the growtli and development 
of ])lants can be approximately doubled. Economically such use of 
light for raising plants may be justified where the electric current is 
generated as a bye-product of the heating })lant; but at any cost oi 
purchased power it would be economically justified only for tem})orarv 
use with plants which have a market value only at a definite time.’’ 

Ultra-violet light is, however, not entirely useless; it may be em 
ployed as a germ-killer. Many pathological bacteria live in the dark, 
and light destroys them. The ultra-violet rays are the most effective 
as germicides. 

Ultra-violet rays may even be employed for the purification of water, 
and their use in this direction is already applied on a commercial basis. 
The rays are produced by means of a mercury vapour lamp, enclosed in a 
vessel consisting of quartz. The water is so conducted that it passes at 
least three sides of the quartz lamp, and tests, have shown that bacteria 
are completely destroyed in this way. The water should, however, be 
previously clarified in order to prevent an absorption of the ultra-violet 
rays. 
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4.01. SOURCES EMITTING LIGHT UNIFORMLY IN ALL DIREC- 
TIONS. This class embraces point and sphcri<‘al sources. For the 
former the intrinsic brilliancy is infinite, since the emitting area is nil. 
For a sphere the intrinsic brilliancy is ex])ressed by 



4.01 


IttI 


IttK- 



1.02 


i.e. it is inversely proportional to th(‘ squar(‘ of the radius of the sphere. 
4.02. CIRCULAR PLANE RADIATORS. Sm h a sour(‘e is to be 

found in the tip of the 
carbon of an enclosed arc 
'amp. Let be the 

normal intensity, then the 
intensity of the light under 
^he angle 6 is 

I = 4^cas0 . . 4.(>3 

The figure of this equation 
is a circle as shown in 
fig. 4.0] . 

The total light flux 

v' A II . 1 - 1 i>i emitted by the radiator 

Fig. 4.01. — Light emitted by a C iroular Plane. 

may be found as follows : 
With A as centre draw a circle with radius unity. The length of an 
elementary arc formed by the angle dd is then = and the area 
swept out by it when rotating it round the vertical axis is ^rrxdO, and 
since a;=R sin 0=8in 6, the area becomes 27r sin OdB. The flujc striking 
the area is 

j^27r sin ddd=^2iTi sin Odd, 
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since = 1 ; hence the total flux 

0 

“ 7tJ„ f" 2 bin 6 cos Odd 

n 


sin Odd 
0 


l„ p sin 20 dO, 

J n 


and as 


20d0^l 

' 0 

(p - 77f„ . 4.04 

The dux emitted within the angle 0 against th(‘ vi'rtical is given by 


Odd 


<f)^ 7r\„j sin 2 

/ » 


'J h(‘ mean lieinispherical intensity of the light is given by 


L05 


1. 


hence 


277 

1. 


4.06 


The intrinsic linlliancy of the source is expressed by the flux per unit 
area, so that, if the radius of the radiating filanc is Hj, 


= J- 

Kj^tt 

Rj^TT 

2j! 


4.07 


4.03. CURVED SURFACE RADIATORS. The intensity I of an 
elementary area A B is equal to cos 0 ; but = where .sq is the size 
of the small elementary area A B, whence \=isiV>osO (see fig. 4.02). 
.Sji cos 0 is the projection of A B on the horizontal plane A (\ hence the 
e€ect of the luminous curved surface A B (^s the same as that of a plane 
surface A C with the same intrinsic brilliancy, and the intensity curve is 
a circle having the maximum intensity as diameter. 

The positive crater of a direct current arc with vertical carbons comes 
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under this class of radiators. We see that the depth of the crater has no 
influence on the radiation, which depends solely on the intrinsic brilliancy 
and the diameter of the crater. 




Fk). 4.02. — l.iglit omiOod by Hollow Radiator. 


4.04. CYLINDRICAL RADIATORS.- To thesH sources belong the 

luminous arcs of arc lamps, 
mercury va])our lamps, Moore’s 
tube light, straight filaments of 
incandescent lamps, etc. We 
assume a uniform intrinsic brib 
liancy over the mantle surface 
of the cylinder, which is sup- 
posed to be of short length, so 
that the maximum intensity 
will be in a direction per- 
pendicular to the axis of the 
radiator. The intensity of a 
ray 01 will then be expressed 
by I„sin0, being zero for 6=0 

degrees. The intensity curves 
Fig. 4.03. — Light emitted by (/ylindrical - , i* i i ' i- ^ 

Radiators. ^ cylindncal radiator 

are circles, with I„ as diameters, 

and having centres in an axis perpendicular to the axis of the 

radiator (see fig. 4.03). 

To find the total flux we proceed as under (4.02) and obtain : 

Length of elementary a.To~Rdd—dO, for R = l. 

The area swept out by it when rotating it round the vertical axis is 
27rxd0^27rR sin ddd^27T sin dd6j 
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and heuce the total flux is 

— j din 6d6 
= 27rl„J^8in2 diie 
= 27rl„x| 

For any angle 6 against the vertical, we obtain 
(l)^=2Trl^^j sin^ 6(16 

=27rl„|^^ I sin 6 cos 6^ 

-~7t\,^(6 - sin 6 cos 6) 

— 7rl„(0 - I sin 26) 

Tlie mean spheric.al intensity is given by 

A 

Att 
in 

TT . 


1 




The intrinsic brilliancy follows from 


4> 


emitting surface 

-.± 

ndl 

ndl 

‘ dl ' 


where d is the diameter and I length of the radiator. 
Also 

dli 


and 




— maximum intensity per unit length. 
n 


4.08 


4.09 


4.10 


4.11 


When the radiator is of great length, as with Moore’s tube lighting, 
the calculation of the total flux is somewhat more complicated. As- 
suming that the light is a luminous line concentrated in the axis of the 
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tube, Dr J. Pole * found that the flux may be exj>reased by 

i.l2 

when the iiK^aii splK'rieal intensity results in 



4.05. HEMISPHERICAL RADIATOR.- In this ease the intensity in a 
liorizontal direction is not zero, but equal to since the [)rojection of the 
lieinisjdiere upon a vertical ])lane is equal to a semicircle. For any position 

intermediate between and ^ the intensity is ^ 1 cos 4 cos 6). 

Fig. 4.04 also indicates that the light above the liorizontal, i.e. for 0 



P — or 

RdO-ilB 


Kk;. 4.04. — Liyjht crnittod by H(‘nii8|)hc?’i('al iladiatorh. 


greater than 90 degrees, is not zero, since the projei tion of the luminous 
area is not zero and only when 0 — 180 degrees, or c-os 0= - 1, does the 
light disappear cojiipletely. We obtain thus the intensity curve of 
fig. 4.04. To find the total flux wo swee]) out again an elementary area 
2TTjL'd0 =2 tt sin 0d0 by an elementary arc, 


Vid0^d0, for R-1, 

whence (f>~ \ 277 I sin 0d0 

J 0 

f sin 0(1 H cos 0)d0 
” J 0 

=27rl,, 4,14 


If we integrate between the limits O and -, ^.c. for the lower hemisphere 

2 

only, we get 

<;4=|7rl„. 

4 lie mean spherical intensity is given by 

1 ^ 

477 Itt 2 ’ 


• RT.Z., 1911, p. 448. 
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I„ = - 


27 




Comparing the different sources we obtain the following table : 


Table 4.01.- Fluxes and Maximum 1ntp:nsities of Various Sources. 



Spherical 

Radiator. 

Plane and 
Hollow 
Radiator. 

Cylindrical 

fcidiator. 

Hemispherical 

Radiator. 

Flux emitted 

Maximum intensity . 

<P 

\ 

Tfln 

t. 


2irl,i 

2ir 


From this follows that with the same total flux the intensities of tlie 
various sources must be in the following proportions : 

Sphere. Plane. Cylinder. Hemisphere. 

1 4 1-28 2 

4.06. INFLUENCE OF THE SCREENING EFFECT OF THE LOWER 
CARBON ON THE LIGHT DISTRIBUTION OF ARC LAMPS. Tn the 

ordinary direct-current lamp it is the positive electrode which produces 
the maximum amount of light. Unfortunately, not all the light of the 
crater becomes available, since the lower carbon, the negative electrode, 
screens off a large part of it. The amount is the larger the closer we bring 
the carbons together. It would therefore appear that we could increase 
the efficiency by burning the lamp with an arc as long as possible. This is 
not the case, since with an increase in the length of the arc the P.D. and 
the power required to maintain the arc increase also. There is therefore 
a limit to the length of the arc. The best results are obtained when in 
the open type arc the length is about 3 millimetres (J inch). That we can 
bring the carbons so closely together is due to the fact that the negative 
carbon burns to a conical shape, and thereby reduces the shadow which 
it throws. In the enclosed arc lanij) both carbons remain flat, as the 
pressure inside the globe prevents the temperature from rising to the high 
value of the open arc, and thus combustion is reduced to a minimum by 
the partial absence of oxygen inside the inner globe. To obtain the 
maximum amount of light for a given expenditure of power, the length 
of the arc must be increased to about 10 millimetres (f inch). 

The amount of the obscuration may be calculated if it be assumed that 
the positive crater radiates as a circular disc emitting light according to 
the cosine law, and the negative may be regarded as a circular disc 
parallel with the positive and at a distance from it equal to the arc 
length. The first condition is very nearly true, but as regards the 
second it must be pointed out that the negative electrode soon becomes 
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conical, whereby the obscuration is reduced, while the screening effect 
by the stem of the negative holder and the holder itself is neglected. 
Assuming that one effect counterbalances the other, the percentage of 
the light emitted from the jmsitive crater of diameter D, which is obscured 
by a negative of diameter d, at an arc length L is given by the formula : 

ObKCiiratiori I i I «'* I 

The screening effects of the lower carbons are illustrated in figs. 4.05 
to 4.07. Fig. 4.05 represents the ordinary direct current ar(‘ ; fig. 4.06, 
a and 6, the enclosed type; 6g. 4.07 the alternate current arc. From the 



Fio. 4.05. — Screening Effect 
of the Lower Carbon in 
a D.r. Ordinary Arc 
Lamp. 




Fig. 4.06. —Screening Effect of the Lower Carbon 
in a l).(’. Enclosed Are Lamp. 


latter we see that the light thrown upwards is as large as that emitted 
into the lower hemisphere and would therefore be wasted. A suitable 
reflector, however, directs it downwards, causing the resultant distribution 
as shown by the tliick curve. 

Fig. 4.06, a, is drawn with the arc in the centre of the carbons. In 
reality the arc travels round the electrodes so that the light distribution 
varies considerably, according to fig. 4.06, b, in which the arc happens to 
be near the left edge. 

In modern fiame and luminous arcs with vertical carbons the length 
of the arcv is much greater than with pure carbon electrodes, up to one 
inch, so that the screening effect is not great, especially as most light 
comes from the arc itself. With inclined carbons there is no screening 
and the polar curve approaches the circle. 

4.07. REFLECTION OF LIGHT. — Reflection of light is regular or 
irregular. Regular reflection is caused by mirrors, irregular by diffusing 
surfaces such as drawing-paper, whitewash, etc. In the former case the 
♦ Paterson, Walsh, Taylor, and Barnett, J.LE.E., vol. Iviii. p. 97. 
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impinging ray is reflected at the same angle as that at which it strikes the 
reflector, but with loss of intensity, the reflected ray being weaker than 
the impinging ray. We thus have — ml, in which m is the reflection 
coefficient. If we surround a source of light with suitable reflectors, 
we can redistribute the light and direct it in any desired way. The 
subject will be considered fully in Chapter VII. 

Of greater importance than regular, is irregular or diffuse reflection. 




Fiu. 4.07. — Screening Effect of the L«)wer Fiu. 4.08. — Reflection in a Sj)here. 

(^arbon in an Alternate Current Arc 
Lamp. 


In this case the light is scattered, and, instead of dealing with intensities, 
we must now consider the fluxes. If a flux strikes a diffusing surface S, 
it is reflected in all directions, but not without loss. 

We have 

in which m represents now the diffuse reflection coefficient. The area 8 
is a second radiator with the flux m<f>. 

Reflection in a Sphere. — Consider the simplest case, a white diffusing 
hollow sphere with a radiating surface AS, for which the polar curve (1) 
is a circle (see fig. 4.08). 

The impinging ray I has the intensity I„ cos 6, and as the angle of 
incidence on AS^ is 0, we obtain for the illumination of ASj, the value 

cos* e. 


II2 ELECTRICAL PHOTOMETRY AND ILLUMINATION. 


"^“^1 

where K is the radius of the sphere; hence 


■(2R)2’ 


The normal illiimination is 


I T. 2 I 

^ _L__— ff 

V (2R)2~(2K)- 


(2R)2 


whence it follows that the sphere is uniformly illuminated. Tlie total 
flux is therefore t^iven by 

- S 

wliere 8 is the area of the sphere. 

So far we have neglected reflection altogether. The flux ^ which 
strikes unit area of the s])here is reflected the first time as and as this 
ap|)lies to all parts of the sphere the illumination is increased uniforml}' 

to the extent of 7n g. On emerging again the flux is reduced to so 
that the second increase in the illumination of the sphere will be 

b 

This reflection goes on indefinitely, causing a total illumination of the 
sphere 

E = ^ "‘‘‘t I "'“t 

n r> O 




As is less than unity, 


whence 


1 H m 4- -[ .... m 




8\1 — w, 


Let where a is the absorption, then 

1 1 
1 m 


These equations apply of course to spherical chambers only, but they 
indicate that for all rooms we get considerable assistance from reflection 
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if we ernploy Hurfaces with lar^e reflection coefticients. Jn the following 

table, tlie values of a and ^ have been calculated for various values of 

a 


Table 4.02. — Reflection of Light. 


Reflection 
Coetficient, wi. 

Absorption 
Coeflicient, a. 

Factor of 

Increase, 1 • 
a 

ro 

0 


0*95 

0*05 

20 0 

0-90 

0 10 

10 0 

0*85 

0*15 

667 

0*80 

0‘20 

6 0 

0-75 

0*2.5 

4 0 

0 70 

0 30 

3*33 

O-Gf. 

0*3.5 

2*85 

0 (50 

0 40 

2*50 

0-55 

0*45 1 

2*22 

0 fO 

o*:.o 

2*0 

0*4.5 i 

0*55 

1*81 

0*40 

0 GO 

1 67 

0*;i5 

0 65 

1*53 

0 flO 

0*70 

T42 

0 25 

0*75 

1 -33 

0*20 

0*80 

1 *2,5 

0 1.5 

0*85 

1*17 

0*10 

0*90 

1*11 

0*05 

0*9,5 

1*05 

0 

1*0 

1*0 


The next table shows a number of diffuse reflection and absory)tion 
coefficients for various colours, as given by Dr L. Bell, in the (V^nvention 
issue of the American Illuminating Engineering Society.* The table 
holds chiefly for wall-papers illuminated by incandescent lamps. 

On studying this table we see that the light cream and yellow colours 
are by far the best, that apparently light colours such as grey and green 
absorb the light in an astonishing fashion, which is due to the fact that 
grey colours usually contain a mixture of black and red. The table was 
comyhled for different finishes, but there appears to be little difference for 
all except for silk finishes, which absorb the light strongly. A polished 
silver mirror has a reflection coefficient of 0*90 to 0-95. White blotting- 
])aper absorbs 18 per cent, of light, white drawing-paper 20 per cent., 
polished brass 25 to 3fl per cent., ordinary fbolscap 30 per cent., plain 
clean deal wood 55 per cent. 

4.08. ILLUMINATION FUNDAMENTAL CONSIDERATION.- The 

illumination E of an elementary area by an intensity I is expressed by 

E = ^2 ^ equations 1.03a and 1.04), 

* See also the Illuminating Engineer, 1908, p. 72. 
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Table 4.03.- Table of Diffuse Reflection. (Bell.) 


Colour. 

m. 

a 

1. 

a 

Very faiut grey-cream . 

0-64 

0*86 

2-77 

Deep cream 

0*60 

0*40 

2*5 

Deep buff .... 

0‘68 

0*42 

2*38 

D»*ep cream silvery 

0-f)7 

0*43 

2*32 

Faint ecru .... 

0o5 

0*46 

2*22 

Faint greenish 

0*53 

0-47 

2*12 

Yellow medium . 

0-53 

0*47 

2-12 

Light yellow 

0*49 

0*51 

1*96 

Light strawberry silvery 

0-49 

0*51 

1 96 

Light bluish 

0*47 

0*53 

1*89 

Light strawl>en 7 -pink 

0*43 

0*57 

1*75 

Light grey .... 

0*88 

0*62 

1*61 

Faint yellow-green-groy 

0*33 

0*67 

1*49 

Salmon -buff 

0*33 

0*67 

1*49 

Pale bluish white 

0*31 

0 69 

1*45 

Light green and gold . . i 

0*28 

0 72 

1*38 

Pale grey . . , . | 

0*27 

0*73 

1*37 

1 .ight ecru .... 

0*26 

0-74 

1*35 

Light green (stripes) . 

0*26 

0*74 

3*35 

Silvery light green 

0-23 

0*77 

1*3 

Light grey-green 

0*23 

0-77 

1*3 

Pale pink .... 

0*19 

0*81 

1*24 

Light green (cartridge) . ' 

0*18 

0*82 

1*22 

Deep yellow-grey . . ' 

Medium crimson . . . : 

015 

0*12 

0*8.^ 

0 88 

1*18 

1*14 

Light red . . . . | 

0*10 

0*90 

1*11 

Medium red . . . 1 

0*08 

0*92 

1*09 

Deep green . . . .1 

0*06 

0*94 

1*06 

Full green . , . . 1 

0*06 

0*94 

1*06 

Deep red . 

0*05 

0*95 

1*05 


in which 0 is the angle of the incident ray with the normal to the illumin 


S 



Fig. 4.09. — The Illumination of an Inclined Plane, 

ated area, and L the distance of the source from this area. Consider the 
plane S in fig. 4.09. We see that 


cos 0 = 


h 

V A® 


and 
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whence 


E - 


1 


} h2 

1 


COS 0 


== cos*"* 0 


■1.18 


Ih 


19 




This holds for any plane, whether horizontal, vertical, or inclined. 

4,09. HORIZONTAL ILLUMINATION. Consider a source Lq fixed 
at a distance h above the area 8 to be illuminated. The illumination of 
any point P in this horizontal plane is then given by 


C0S3 d, 

ill which 0 is the angle by w.’iich the ray is inclined to the vertical. 

For the evaluation of E/^ it is convenient to know the values of cos 0 
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and cos® 0 for various values of 0, especially if we know the intensities 
of the illuminant under different angles against the vertical. 


Table 4.04. — Values of cos 0, cos ^ 0 , cos®d, anj) cos^d. 


Angles . 

Cos 6 . 

Cos * $. 

008 ^ 6 . 

Co 8 ^ 6 . 

0 

1*0 

10 

1-0 

1*0 

5 

0 996 

0-991 

0*988 

0*982 

10 

0-985 

0-970 

0-956 

0*939 

16 

0-960 

0*983 

0*901 

0-870 

20 

0-940 

0-883 

0-830 

0*780 

26 

0*906 

0*822 

0-745 

0-676 

80 

0*866 

0-750 

0*649 

0*668 

85 

0*819 

0*671 

0 550 

0*450 

40 

0*766 

0 * 68 / 

0 150 

0*846 

45 

0^707 

0*600 

0*354 

0*250 

60 

0*643 

0*413 

0-266 

0*171 

65 

0*574 

0*329 

0*189 

0*108 

60 

0*600 

0-250 

0*125 

0*0625 

66 

0-428 

0-179 

0*076 

0*0320 

70 

0*842 

0*117 

0*040 

0*018 

76 

0*269 

0-067 

0-0173 

0*00449 

80 

0*174 

0*0302 

0*00524 

0*000912 

86 

0*087 

0*0076 

0*00066 

0*0000578 

90 

j 0*000 

i 

0*000 

0*000 

0*000 
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As an example take an are lain]> for wliieli tiie intensities in the lower 
heniisphen* are as follows : 


Angle against the 
Vertical. 

Intensity in 
Candles 

0 dt'grees 

2070 

10 ,, 

1980 

20 „ 

2160 

30 „ 

2700 

40 „ 

3330 

50 „ 

3420 

60 „ 

3300 

70 „ 

3000 

80 „ 

2170 

90 „ 

1820 


If this lain]) be fixed on poles Jf) metres hi^li, the ground illumination will 
be represented by fig. 1.11. 

We see that the illumination is a maximum for 6 0 degrees. Su])])ose 



that the lam}) is to give a uniform illumination over a radius of 30 metres, 
what ought then to be the shape of the |)olar eurv(‘ 'i 
We obtain 


r-' 




^oos^ 6 

(ri-2 


h^): 


4.20 

4.21 


in which Represents now the uniform illumination. For E/^=6 metre- 
candles and A = 15 metres, the result is illustrated in fig. 4,12. 
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The two examples show that, if we wish to produce a uniform illumina- 

LAMP 



tion, tlu' light flux must be chiefly directed towards the horizontal through 
tli(‘ centre of the arc. 

4.10, NUMBER OF LAMPS REQUIRED. In jnost cases the illuiuina- 
tion by a single lamp is insuthcient, and a number of lamps are required. 



Fio. 4.13. — Polar (^urve of an Ordinary Are Lain]) with Vertical C^arbons. 

1 he area which can be (dfectively illuminated by a single lamp depends 
upon the size of the lamp, tlie illumination required, the height of the 
lamp above the area, and the distribution of the light. When a number 
of lamps take part in the illumination, we must plot the illumination 
curve of each lamp and add the ordinates. For two lamps with polar 
curves as shown in fig. 4.13, we obtain the fig. 4.14. 
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If we have a single symmetrical source of light (with diffusing globes 
we may assume most sources to be symmetrical), the illumination will be 
the same for all points equidistant from the source. If we join all these 



Fig. 4.14. — Illumination by Two La-mps. 


points, we obtain the so-called contour or equi])otential lines, which in 
this case are circles. Kig, 4.15 re])resents the contour lines obtained from 
an arc lamp with a polar curve as shown in fig. 4.1*3. Fig. 4.16 shows the 



contour lines for two arc lamps obtained by adding the values of two such 
figures as 4.15, and fig. 4.17 for three lamps placed at the corners of an 
equilateral triangle. The lamps are fixed in all cases 10 metres (32*8 feet) 
above the illuminated area. 

The variation in the illumination for different heights of the illuminant 
is illustrated in fig. 4.11 . We have 
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whence for the same rav 


Kj_i 

E*. ■ 


i.e. the horixontal illuminations vary inversely as the square of the heights 
of the lamps, so that we can easily find the illumination for a given height 
and type of lamp if the illumination is known for any other height. We 
have 


It is also useful to know liow th<‘ illumination varies if a lanij) is replaced 






E/rmr _ 12 7 2*‘i'2"Ktt 
Emm I0'( 






30 4pv»I2S F 

Fig. 4.18.— ViutoinutN of llluniinalK n. 


by another having the same distribution but a greater or smaller intensity. 


whence 




i.e, the illuminations vary directly as the intensities. 

If the illumination is to be given by two similar lamjis, its uniformity 
is not altered if we alter the heights of the lamps as long as we vary the 

distance between them in a similar manner, i.e. as long as = — (see 

fig. 4.18). The degree of uniformity of the illumination may be expressed 
by the following ratio : — 


LIGHT FLUX AND DISTRIBUTION. 


I2I 


It is sometimes called the diversity factor. The nearer its value lies to 
unity, the greater is the uniformity of the illumination. In determining 
average maximum and minimum values should be taken, not freak 
values . 

4,11. VERTICAL ILLUMINATION. — The illumination given by the 
source Lq at any point P on the vertical plane 8 is expressed by (see 
fig. 4.19) 

sin 6 , 


and as 

we obtain 


J.2 

sin* e 


sin-^ 9 ' 




1.25 

l.2() 



Fjg. 4,19. — lllutniiiation on a Vertical Plane. 


The determination of the illumination of a vertical plane ofEers therefore 
notlxing new. We may even use Table 1. 01 if we call the angle (90'' 9) 

—a and replace in the table 9 by a. 

4.12, INDIRECT ILLUMINATION. -~41ie gr(*atest degree of uni- 
formity in the illumination is obtained when employing th(‘, indire<*t 
method. By means of a reflector below the radiator, light is directed 
upwards against another reflector, or against the ceiling, where it is 
scattered and reflected downwards more or lef^s perfectly diffused. 

4.13, ILLUMINATION BY A SMALL ILLUMINATED AREA. Let 


an elementary area A8 be struck by a flux then its own illumination 

is and the flux which it radiates again is where ni is the 

reflection coefficient. Suppose now this illuminant area illuminates 
another surface at a distance L (see fig. 4.20). The candle-power of the 
illuminant is AS^', where i is the brightness, whence tlui illumination at 
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0 ill Si is 
and since 

it follows that 


„ ASi 


ij' 


=Aa) = the spherical angle, 


E, = Aw/ 


1.27 


Jt will be noticed that in this nothing is altered if we replace AS by 
AS^ (since the angle Aoi is unchanged) as long as the brightness remains 
constant. 

Take next a larger area S illuminating an area Sj at a distance L (see 
fig. 4.21). The question is, what will be the illumination of the point 0 in 



4.20.— Illumination Fio. 4,21. — Jlluinination by an IHuminant Surface, 
by a Small IHuminant 
Area. 


Si ? We determine the illumination as caused by an elementary circular 
zope AS which, as we have already seen, is expressed by i multiplied by 
the spherical angle multiplied by the cosine of the angle of incidence. 
The spherical angle is 27r sin and for R = 1 it is 27r sin 0d0 ; hence 

the illumination is 

dE = t27r sin 0 cos 0d0 


and 


For a— HO degrees, 


=7rt sin 20d0, 


E== [dE = 7rt [ sin 20d0 

J e—i) J 0 


=7n‘ sin*a 
E=7ri 


4.28 

4.29 


This is the case when L=0, i.e, when Sj coincides with S, or when S is 
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infinitely large. It also holds approximately for rooms in which all walls 
and ceilings radiate uniformly with a brightness i, and also for the sky if 
the latter is uniformly clouded. The sky brightness on a cloudy day may 
thus be determined by measuring the illumination of the ground and 
dividing it by tt. 

Equations 4.27 and 4.28 hold for the point 0 only. As we move away 
from this point, the illumination decreases. If we consider the light 
concentrated on a small area, for which the distribution curve is a circle 



with as the maximum intensity, then the illumination for any point P 
is expressed by 

„ cos 6 cos 9 
E= , 


aiul as 


L 


h 

cos 9 






(h^ f 


4.30 

4.31 


The results are plotted in fig. 4.22 for lOO candles and metres 
(16-4 feet). 

In most cases the radiating surface is of considerable extent, so that 
for the same total intensity the illumination will be smaller directly under 
the lamp, and greater as we move away from^point 0. This means that 
the illumination improves in uniformity. Its value under the lamp can 
be obtained with the aid of equation 4.28. Suppose the diameter of the 
radiating surface is 2 metres, then for ^=5 metres, 


sin a= 


i 


100 


For 1,^=100, and 8=RV==P7r==3**14, and t=^^=31-8, we obtain 


124 electrical photometry and illumination. 


directly under the lamp 

E=7rz a 
=31-87rxJ^ 

— 3*85 metre-candles. 


whereas according to equation 4.29 it is 4 metre-c.andles. In this case the 
reduction is only about 4 per cent. With R = A we should have found 
E = 2 metre-candles, which means a reduc>tion of 5C per cent. The degree 
of uniformity has, however, now greatly im])roved. 

For any point on an area j>arallel to the radiating surface, i.e. for any 
radius R of the radiating surface, any h and any a, we obtain 


E = 


7Tl 


,2 h'^ 


V -\ 2(h^ ] (h'^ I 

which holds for any point except for when rq<R. 


TTl 


If in equation 4.32 we obtain E^ - 


_2R2 


4.32 


— TTf sur a, 


which is equation 1.28. k is the sanu* as L in fig. 4.21. 


P. D. Foote, Ball, of Bureau of Standardly No. 203, March 19l(> 



CHAPTER V. 


PHOTOMETRIC APPARATUS. 

5.01. PHOTOMETERS. l*h(>tonieter.s ar(‘ iiHually classed as follows : 

(1) Intensity jdiotonioters (*in{)loyed for comparing the candle- pow(‘r 
of two sources of light. 

(2) Illumination jdiotometers, for 'measuring the illumination of 
streets, squares, halls, rooms, etc. 

(3) Sj)ectro-photometers. in which selected rays from the spectra of 
two sourc(\s are conijiared as regards their luminous intensity. 

5.02. INTENSITY PHOTOMETERS. There is a very large variety of 
tills class of photometer on the market. Only a few representative tyjies 
will ])<‘ discussed here. 

The Bunsen Grease -Spot Photometer.- This is based on the 
equalisation of the illumination all over a screen, the greater ])art 
of which is opaque and the rest transjiarent. The transparent jiart, 
made so with grease (oil or paraffin wax), allows more light to ])ass than 
the rest of the screen, so that if a light be jilaced, say, on the left, th(j 
ojiaque part which reflects all the light will ajipear bright, the grease-spot 
darker. Viewed from the right-hand side, the grease-spot appears light, 
the rest of the screen dark. Suppose now we }>lace here another light, 
then the distance of the screen from the two sources of light may be so 
adjusted that the grease-spot disapjiears on one side. 

Next we adjust until it disaiipears now on the other side and take the 
mean of the two readings. 

We then have 



If lo be the standard lamp, the candle-power of the test lamp is given bv 


I, = ] 


1^2 


(L-Li) 


5.01 


in which Lj and Lg are the corresponding distances, and L their sum. 

The accuracy to be expected lies within ± 3 per cent. This is 
due to the fact that the grease-spot is not perfectly transparent. Even 
the above accuracy can be expected only by the employment of mirrors, 

125 
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as shown in fig. 5.01, in order to be able to view both sides of the screen 
simultaneously. Moreover, the screen should be rotatable through 180 
degrees, so as to neutralise any difference in the nature of the two illumi- 
nated siirfa(*es. The distances Lj and Lg must not be too small, as 

1 L ^ 

equation 1.04 and the relationship f point sources only. 

I2 1^2 

Again, we should not look too long at the screen, as it tires the eyes and 
does not increase the accuracy. It is preferable rather to make a larger 
number of observations rapidly. 

The difference in the nature of the two sides of the grease-spot screen 
may be determined as follows : Place the screen in the middle of the 
bench, and on the back of it a light. The direct rays of the latter are 
kept off the grease-spot screen by means of an opaque disc. On the right 
and on the left from the grease-spot disc and at equal distances jdace two 


SOURCE 


Fio. 5.01. — Bunsen Orease-Spot Photometer. 



mirrors, cut from the same j)iece, which reflect the light on the photometer 
screen. If both sides of the latter are equal in nature, they will appear 
equally well illuminated ; if not, the screen must be moved through a 
length one way or the other, until equality is obtained. If L be the 
distance between the mirrors, Lq that of the light from the axis of the 
photometer, then, as may easily be proved, the measure of the inequality 
of the two sides of the screen, as regards whiteness, is given by 

4L1 

L+LLq. 

TX 


4L<^ 

When Lq is small this changes into (nearly). 


5 . 03 . RITCHIE’S WEDGE PHOTOMETER.--ThiB instrument is 
shown in fig. 5.02. Two adjacent sides of a white prism (pressed magnesia 
or plaster of Paris), inclined at equal angles to the incident rays, serve as 
the two illuminated surfaces which are to be compared. When both are 
equally bright, the edge disappears. Care must be taken that the latter 
is not blunted, as this would compel the eye to travel from a bright surface 
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over a less illuminated part to another hri^^ht area, whereby the aeeuracy 
is impaired. 

For a(‘curate tests it is essential that both surfaces of the wed^e should 
be equally inclined. The best angle is ^ 

about 70 degrees. If the angle is smaller, 
the surfaces are brighter, but less is seen of 
them ; whereas if the angle is greater, the 
illumination decreases too much. 

5.04. LUMMER-BRODHUN PHOTO- 
METER. — This is a superior kind of grease- 
spot photometer, the grease-spot ” of 
which is perfectly transparent. A dia- 
grammatic sketch of this t}pe is shown in 
tig. 5.03, a photograph in fig. 5.04. 

A white magnesia slab B is illuminated 
on both sides by the lights to be compared 

(fig. 5.03). By means of two totally reflecting prisms, A and B,j^the 
diffused light is sent through a compound prism C’ D, which takes the 
place of the grease-spot in the Bunsen photometer. This compound 
prism (‘onsists of two right-angled prisms, placed base to base. One 



Fig. 5.02. — Ritchie’s Wedge 
Photometer. 



Fig. 5.03. — Arrangement of the Lummer-Brodhun Photometer. 


of the prisms has parts of its hypotenuse surface taken off by sand- 
blasting, so as to be at a lower level than the rest. The hypotenuses of 
the two prisms are then put together, being faced to come into optical 
contact where they touch. When such a prism is viewed by means of a 
telescope and an eye-piece in the proper position, we see the field of view 
divided into two parts, one of which is illuminated by the diffused light 
scattered from one side of the magnesia slab, and the other part by light 
scattered from the other side of the screen. By adjusting the distances 
of the lights, the brightness of the two parts of the field of view may be 
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equalised The a( ( urat v obtainable with this tvpe of photometer when 
(om])aring lights of sinulai (olour lies within 1 0 per ( ent 

Th(‘ a( ( iira( \ mav be furtlier iru ri'ased by emjiloMng the ( ontrast type 
of ]>hotom(*tej In this, the livpotenuse of om* }>art of tin* (onijiound 
])nsrn us shapiMl as shown in fig 5 05, the lower levels being obtained with 



Flu 5 04 Lurnnu r Hioilhun PhotoiTK ter 

sand-blasting The raised parts allow all the light to pass, the lower parts 
reflect all, as shown The observer consequently sees the recessed parts 
illuminated from the right, the raised parts from the left of the screen 
In order that the fields R and L may come into contrast, glass plates Gj 
and ^2 are so arranged that the fields Rg and Lg remain uninfluenced, 
whereas Rj and are somewhat darkened 

The distance of the screen from the two sources of light has been 
adjusted properly when the fields Rj and stand out equally promi- 
nently from the slightly brighter background. 

The photometer shown in fig 5 04 is suitable for companng lights 
under different angles, by the application of a divided circle K In order 
to be able to test whether the angles of incidence of the rays from the two 
sources are the same, a shadow-thrower 8 H is employed. A steel rod 
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is screwed into tlie lid of the frame and carries by means of two vertical 
rods file horizontal rods h. The magnesia slal) is re[)laced by a white 
carton disc, })rovided with black lines (it is placed at the foot of the 



photometer). Hy a simiiltaneons adjustment of the rods of the sleeve 
and by turning of the photometer, the shadows of tlie two rods may be 
made to fall on the horizontal black lines of the carton. The ])aper disc 
is afterwards again replaced by the magnesia slab, and the com[)arison 
takes j)lace as before. 

The Lumnnu’-Brodhun contrast photometer is up to the present th<^ 



most accurate intensity photometer invented, and is probably used more 
than any other type. It is, however, a somewhat expensive instrument. 

5.05. TROTTER’S PHOTOMETER.— Tliis apparatus is illustrated in 
fig. 5.06 and is based on the equalising of the illumination of two white 
surfaces inclined at equal angles (35 degrees). One screen has a hole or 
holes in it through which the observer looks at the other screen. The 
material of the screens is white cardboard. If one hole only is used in 

9 
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the nearer screen, it is best to have it star-shaped, with the star distorted 
so that when seen at an angle it appears symmetrical. The edges must 
be carefully bevelled. The screens are equally illuminated when the 
holes apparently vanish. 

The apparatus is easily made, even by an amateur, and is quite as 
accurate as a more expensive grease-spot photometer. 

5.06. POLARISATION PHOTOMETERS. These instruments are 
based on the equalisation of two fields of light by weakening one of them 
by means of crossed polarising ])rism8. The theoretical range of such an 
instrument is infinite. 

A ray of ordinary white light, either from the sun or from an artificial 
source, when passed through a crystal of Iceland spar is separated into 
two rays of practically equal intensities. These are called the ordinary 
and extraordinary rays. Let the two rays be received on the surface of 
a plate of glass held at a fairly high obliquity to the ray so as to reflect it 
tlirough an angle greater than a right angle. It will be found that for 
most ])Ositions of the r(‘fiecting plate two rays on emerging will differ in 
intensity. Thus we see that the two doubly refracted rays have sides, 
or are unsym metrical about the direction of propagation, and it is this 
sidencss, or laterality, which is known as polarisation. 

Tn unpolarised light the vibrations take place in all possible planes 
containing the ray, the sole condition being that they are perpendicular 
to it. When the light is passed through the doubly refracting crystal, 
every vibration is decomposed into two components at right angles to 
each other, the exact directions of which depend upon the position of the 
Iceland spar with respect to the ray. The complete separation of the two 
is usually effected by means of a Nicol prism, which is a suitable length 
of Iceland spar cut along the short diagonal and joined together again 
by a thin layer of Canada balsam. The refractive index of the latter for 
any light is between the refractive indices of the Iceland spar for the 
ordinary and extraordinary rays. It is therefore possible to get rid ot 
what is known as the ordinary ray by total reflection, while the extra- 
ordinary ray passes on practically unaffected. The Nicol prism allows 
only one ray to pass ; but this ray is polarised in a certain plane. To the 
ordinary untrained eye this ray does not differ from common unpolarised 
light. To prove that the light transmitted by the Nicol is in this peculiar 
condition, we take a second Nicol and view the light through it. When 
the two Nicols are placed so as to have the similar crystalline faces 
parallel to one another, the second Nicol will transmit the light which has 
passed through the first Nicol ; but if the second Nicol is rotated through 
a right angle about the ray as axis, it will completely cut off the light. 
We may suppose the first Nicol to transmit light made up of vertical 
vibrations. The two together, being what is called crossed, cut the light 
off entirely. If either is rotated now, light will begin to appear. 

The first Nicol is called the polariser, the second one the analyser, 
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because by it the jiolarised condition of the ray after it has passed through 
the polariser is recognised. 

5.07. DR MARTENS^ POLARISATION PHOTOMETER.* The c on- 
st ruction of this instrument will be seen from figs. 5.07 and 5.08. The 
column S carries at its upper end a sleeve M which sujiports the lamp- 
holder (I for the comparison glow lamp q, and the polarisation ]»hoto- 
meter; also the rotatable tube T, tho inclination of which is read from a 
divided circle A. The light from the source to be compared strikes the 
magnesia slab F, which scatters it on the reflecting prisms P and Q. It 



Fio 5.07 Martens’ Polarisation Photometer (Elevation) 


then passes through the blend and the lens 0 to the doufily refracting 
prism W on the polarising Nicol 2, and then through the analysing prism 
N, lenses L and H, into the eye of the observer. The light from the 
comparison lamp takes a similar course, except that it strikes surface 
1 of the Nicol and vibrates in a direction perpendicular to that of the 
polarised rays from surface 2. Equality of the fields of view is obtained 
by rotating the Nicol prism N — its position with regard to the polarising 
prism being shown on the divided circle B — until the surfaces 1 and 2 
appear equally illuminated, ^.c. when the edge between them apparently 
disappears. The intensity of the source of light to be tested is then 
given by I^CL^ tan^ 6, where L is the distance of the light from the slab 
F, d the angle read on the divided circle B, and C a constant of the 
instrument. The latter is found as follows : — 

We place a standard lamp (say a 10-c.p. pentane lamp) instead of the 
♦ Verh. d, D. Phys, Oes., vol. v. 
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light to he rorn])are(l at a distance Lj from the slab F, then 


JV" tan2 6 ^ ’ 

where is the angle now read on the circle B. For 6^ we have two 
values, and henci* we obtain also two constants. To avoid errors in 



Fro f) 08. — Martens’ Polarisation Photometer (Sectional View). 


readings and mechanical errors of the scale, it is advisable to jiroceed 
as is Uwsual with geodetic instruments, as indicated below : 


0.. 

0,. 

0,. 

0. 

14-9 

105 0 

194*8 

345*0 

14*8 

104*8 

194 9 

344*8 

151 

104*9 

195*0 

344-9 

Mean 14*9 

164*9 

194*9 

344*9 

+ 1800 


180*0 


194-9 


374-9 


-ej=164-9 


0«=- 344-9 


0.= 30-0 ! 

0,= 30-0 

•• 


0 - 


06+06 30 0 f 30 0 


-=150. 


4 


4 
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The above equations are easily proved when the fact is taken into 
consideration that the light which emerges from a pair of crossed Nicol 
jmsms is pro])ortional to the square of the cosine of the angles between 
the principal planes of the prisms, and that the vibration of the light from 
the comparison glow lamp is at right angles to that from the source to be 
com])are{l . 

5.08. GLASSES FOR REDUCING LIGHT. It has already been 
indicated in Cdiapter L that the inverse square law holds for point 
sources only, but that this law could be a])j)li(‘d for other sources as long 
as the distanc(‘ of the source from the photometer were at least twenty 
times the greatest dimension of the light. When comparing an art* lamj) 
of great candle-power with a standard glow lamp, this would involve 
a ])hotometer bench of gre.tt length, metres or more - sinct* the glow 
lamp must not be brought too close to the })hotometer, which is rarel}^ 
available. Endeavours were therefore made to manufacture glasses, by 
means of which the incident ray is reduced in a definite ratio. 8ucli 
glasses, in order to be accurate, should be ])erfe(dly neutral, i.e, they 
should rcduct' all th(‘ radiations from the red to the violet in the same 
ratio. Unfortunately, it has been inij)ossible to manufacture such a 
glass, and the best ty])es available answer with fair accuracy for white 
light only, and are not reliable in studying coloured light. 

The glass employed at present is mostly a mixture of cobalt blue and 
brownish smoke, or yellowish. 

The ])olarisation photometer may also be used in such cases, as its 
range is theoretically infinite. These instruments arc, however, extremely 
expensive, as large Nicols are essential for accurate work. They are 
inaccurate for very low illuminations (see paragraph 5.10). 

Ives and Luekiesh * advocate opaque line gratings on clear glass, 
which are Jiiade by ruling through a layer of wax on glass, then etching 
the glass, and finally filling in the etched lines with ojmque ])aste. The 
gratings may be made of varying fineness of spacing and of various 
ratios of opaque to clear s])aces. By proper (*hoice of the latter, trans- 
mission from 80 per cent, down to 10 per cent, may be secured. 

The transmission may even be made variable by superposing two 
black-line gratings with their lines parallel, separated slightly, as, for 
instance, by a thickness of paper. f They are mounted so as to rotate 
about an axis parallel to the grating-lines. In consequence of the 
rotation, the lines, as seen from a distance, overlap more or less, thereby 
changing the transmission. 

With two gratings of 60 lines to the imdi, opaque and transparent 
spaces equal, and separated by a thickness of paper, a rotation of dO 
degrees varied the transmission from a maximum to zero. 

Kriiss also proposes to employ two such screens, but to alter their 

♦ Physical MevieWj vol. xxxii. p. 522, 1911. 
t Ives, Electrical World, vol. lix. p. 698, 1912. 
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lateral position by means of a micrometer screw. The transmission 
becomes zero when the dark lines in one screen are superimposed over the 
clear spaces in the other. The micrometer screw may be calibrated in 
terms of the light transmitted. 

The screens may easily bo fitted to a Lummer-Brodhun photometer, 
and as the observer only sees the prisms illuminated by the white screen 
and not the screen itself, he does not notice inconvenient shadows in the 
field of view. 

Experiimnits have shown that for all practical purposes such s(*reenH 
are almost ])erfectly neutral and may be em})loyed for all kinds of 
illuminants. 

Dispersion Lenses. -Light may also be rediUied by means of disper- 
sion lenses (concave). The principle involved is illustrated in fig. 5.09. 



Fig. 5.09. — Principle of DiK])er8i()u l/'iises. 


Let us assume that in the first case the hms has been removed, tlien 
the illumination of an area with diameter is 


E, 


A 

d^TT 


If now the lens is inserted, the light is dispersed, so that the cone of light 
becomes shorter, but of a greater base - the rays ajjpear to come from P 
7 — and the illumination now is 

Eij=A 

wlicuco 


E, rf/ 
E, (/? 


5.03 


The position of the screen is next so adjusted that equality of the optical 
fields is obtained ; then 


'L'l _ -^3 Ti. 

"8 
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E, E3 

We have further (see also fig. 5.09) : 

di ^ 

d,^ d’j j (/g 
f/5 r/7 

I-i ^ 

dr<u ' I ■ 

wJiere I is the focal lengtli (negative) of tlie huis. We also have 


d^ d^^d^ d^ 


whence 

and 


f/i 


<k' 


do" /do i do d( 


I 


^7 d^ 


and 


E, d-^ \ r/, ^dj 

h' 'V’ 

1 _ I I ^8 , 

^1 — I 2 JII —7 >' T 


From 5.07 it follows that 


d/ 


d. 


daXJ 


Substitution into 5.08 produces, after arranging, 


L 


and, since 


f/g \-dg—d^ , 
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5.05 

5.06 


5.07 


5.08 


5.09 


5.10 


The lens gives the greatest effect when — 

Equation 5.10 would be correct if the lens did not absorb any light. 
To make up for this we place on the other side of the photometer in the 
rays of the second lamp a jhece of plane glass the thickness of which 
is the same as that of the thinnest part of the lens. 

The focal length I is found as follows : We employ two lamps of nearly 
equal intensity ; place the one at zero of the photometer scale, the other 
at d' and the screen at d" from zero, so as to obtain equality of the field 

d^f 

of view. Next place the lens at and again obtain equality by moving 
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the second lamp further away from the screen, say to d'" from zero 
focal length is then expressed by 


the 


,5.11 


The em})loyment of dis})ersion bmses is, of course, not mnirly as ('on- 
venient as that of neutral reduction glasses, esj^eciaily if the latter an* of 
the variable line-grating type. For every n(‘w ])osition of th(‘ photom(‘ter 
scre(‘n n(‘W calculations have to be made, and for very accurate work it 
would also b(‘ necessary to see that th(‘ piec<‘ of glass used for finding th<‘ 
transmission of the lens (‘om(\s from the same material from which the 
lens was jnanufactured, siiue not even all cU^ar glasses transmit all 
radiations equally ^^ell. For these reasons dispersion lenses are but littb' 
used in jihotometrv. Where no relialile glass(*s art* available, the variable 
apertur<‘ disc is preferred. 

5.09. VARIABLE APERTURE DISC PHOTOMETER. This is bast d 
upon the discovery that when a ray of light is obstructt\l In a ra[)idly 
rotating disc with a st'ctoral ajterture, wht‘reby Iht' light is allowt'd ft) 
pass on at definite intervals, the intt*nsit\ of the tmit‘rging ray is reduced 

0 

in the ratio of where 0 is tht* anglt* of flit* op(*ning. ddie variable 

»jt)U 

aperture disc may be kt‘pt stationary and tin* Itmses of tht* instrument 
rotated. 

5.10. PHOTOMETERS FOR LIGHTS OF DIFFERENT COLOURS. - 

With a Lummer-Brodhun contrast photometer on a bench 5 metres 
(10 feet) long, when comparing lights of similar colour, we may obtain 
accuracies within less than 1 yier cent. If, how^wer, the (‘olours differ 
considerably, the accuracy is greatly impaired. The results usually 
vary for different observers. Broca, douast, and Laporte report 
differences amounting to lOO ])er cent, when testing neon and mercury 
va])our lamjis by different jiersons. The reasons for these results have 
already been exjilaincfl in (diapter 111., paragrajih 3.04. The difliculties 
are the greater the smaller the illumination of the ])hotometer screen. 
In very weak light red is not seen at all and appears black. The Jiieasure- 
ments are further affected by the distance of the eye of the observer from 
the photometric surfaces, the angle of inclination at which they are seen, 
and the size of the latter. f In the laboratory, the eye is, moreover, a 
rested one and ])ossesses a somewhat different colour s(*nsation to what 
it would experience in a ])osition where the light is later installed. We 
should therefore see that the illumination of the ])hotomcter screen is 
about of the same magnitude as that which the lamp is expected to 
provide in practical use. From fig. 3.02 it follows that for an illumina- 
tion above 10 metre-candies (1 foot-candle) the colour effects are of 
little importance. 

* Bull, Soc, Inl. des Electricknn, February 1913. 
t Duw, PhiL Mag,, August 1909. 
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Th(‘8e considerations show that ]>olarisation photoniei(‘rs, which ar(‘. 
of the extinction class, should be employed with discretion, as the results 
are not at all reliable if the illumination is low, say, below I foot-candle, 
since the eye is then in an abnoriiial condition. 

It must also be obvious that, if equality of brightness phf)tonieters 
ar(‘ employed for comjiaring lamps differing widely in colour, the })hoto- 
met(‘r screen should be well illuminated. The illumination should ])re- 
ferably ))e 2^ foot-candles. Tin* Lummer-Hrodhun contrast instrument 
will then give fairly reliabh' results, which, in th(‘ author's opinion, are 
practically as satisfactory as thos(‘ obtaimvl with a Flicker photometer 
(see ])aragraph 5.13). 

5.11. VISUAL ACUITY. Anotlnm system of testing lights of different 
colours might <‘onsist in dettrinining the ability of the eye to distinguish 




fine details, this being also a function of the illumination or brightness. 
As a matter of fact, this is really the most logical way of com])aring 
lights, or rather illuminations, of different <'olours, as otherwise a red 
light can never be equal t6, say, a green one, just as ebony is not equal 
to oak. Weber used black c.oncentric lines com])osed of progressively 
diminishing thickness on a white liackgroimd. Unfortunately, the 
results obtained in this way by different observers vary very greatly. 
This is largely due to the fact that different persons employed different 
illuminations. Jf the illumination is high, the acuteness of vision lies 
near a wave-length of 57 X lO"® centimetres, while, when it is very low, 
the wave-length is 52 x centimetres only. An apparatus based on 
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this principle will therefore he altogether unreliable unless the illumina- 
tion is of a definite value and wave-length. Even then the results of 
difterent observers will vary, as it is difficult to find the exact position 
in which the eye secs two equal black lines or small letters equally well, 
or in which such lines or letters will just disappear. In other words, 
apparatus based on this princi})le lacks sensitiveness. 

A better test object than black lines or letters is a pair of opaque 
line gratings on glass,* with the lines so close as to be indistinguishable. 
These are superim])osed and rotated about an axis perpendicular to their 
surfaces. The result is the production of dark bands on a grey field. 
The separation of these bands is altered continuously by the rotation of 
the gratings. 

Fig. 5.10 shows in the u})per set niicrophotograjdis of the crossed 
gratings set at three different angles. The lower set are photographs 
illustrating the corresponding appearance of the gratings when held at 
a sufficient distance. 

The distance of the object and the tlux of light entering the eye 
remains constant. Dark bands, whose visibility forms the test of acuity, 
may be varied continuously in their separation from invisibility to easy 
visibility. 

5.12. USB OF COLOURED SCREENS. — With the Weber photometer 
described under paragraph 5.18, red and green glasses are usually 

G 

supplied. Let the intensities found be G and R, then the ratio gives a 

K 

value for which from a table (see Table 5.02) supplied with the instrument 
a factor K is taken, when the real intensity is K R. 

It should be obvious, after what has been said previously and in 
Chapters II. and III., that such a method for testing c.oloured light will 
yield correct results only under certain conditions. The value K, which 
depends upon the absorption curve of the screens, will be accurate only 
for a particular type of illuminant burning under given conditions. The 
inaccuracies are the greater the more the spectra of the lights, which are 
compared, differ. A mercury vapour arc with a discontinuous spectrum 
could hardly be tested in this manner against an incandescent lamp with 
a continuous spectrum. 

Crova advocated the employment of a yellowish screen capable of 
absorbing all radiations except those for a wave-length of 58-2 x 
centimetre. Needless to say, the inaccuracies indicated above occur 
with this system also, and experiments have shown clearly that the 
wave-length of maximum sensibility (58*2 x 10 ® according to Crova) has 
no direct connection with the wave-lengths representing the changes for 
the total light. t 

At the same time the above system of comparing lights of different 


♦ Electrical World, vol, Iv. p. 039, 1910. 
t H. E. Ivea, Physical Beview, vol. xxxii. p. 316, 1911. 
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colours may be improved by the application of three screens: red, 
green, and blue, corresponding to the three primary colours, with which 
any (colour in lithograi)hy and colour photography may be obtained. 
These three screens are suitably fixed to a rotatable disc, of the eye-piece 
of any large-range photometer (Bechstein or Brodhun, described in 
j)aragraphs 5.24 and 5.21 res})ectivcly). An t‘ye-pie(;e for this work is 
shown in fig. 5.1 1, and the transmission <*urves of the screens in fig. 5.1 1 A.* 
We see from the latter that tin) curv<‘s overlap, so that all colour tones 
are measurexl. 

Care should be taken during the measurements that the range of the 




Fi(i. A 1 1, -Eye-Piece for (^>Jour Mea.HurejiW‘nt.s, 



Fkj. .5.11a. — Transmission Curves for Coloured Sei’eens. 


instrument is not altered, for instance, by the employment of reducing 
neutral glasses; or, if so, that the transmissions of the screen for the 
three radiations — red, green, and blue — are accurately known, so that the 
necessary corrections may be made. 

The different illuminants arc best compared with daylight under a 
covered sky, which may be taken as the standard. As this light may vary 
greatly during a test, a small tungsten lamp - for instance, the comparison 
lamp of the photometer— may be calibrated first with daylight and then 
used as a sub-standard. If the test light is not quite steady (arc lamps), 
the readings should be taken quickly and repeatedly, and a mean value 
taken. For a flame arc lamp such a test is indicated in Table 5.01. 

* JSee also L. Bloch, JUlektroiechnische ZeiUchrift, 1913, p. 1306 ; W. Voegc, 
Illuminating JSngineert August 1912, p. 375, who employed five screens. 
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Table 5.01. — (Colour Test of a Flame Akc Lamp for 
Yellow JjJOht. (F^loc^h.) 



Retl 

(Ireen. 

Blue. 

Hed/Ureen. 

Blue/Ureen. 

Ist to 3rtl readings 

Kih 

:ur) 

18-0 



4tli ,, (Hh 

17-0 

;i8-o 

22-0 



7th ,, 9th 

170 

:R)-o 

21-5 



Sum 

5 10 

108 0 

020 

47-0 

57-2 % 

10th to 1 2tli readings 

9 0 

20-0 

1 ir> 



]:nh „ ir>th 

Oo 

2o-r» 

12-5 



Kith „ 18th 

9 -.5 

21-.^> 

11 r> 



Sum 

2 s-r> 

02 0 

25-5 

40-5 

% 

IVlean valut' 




40-2 

57-0 % 

Daylight .... 

48-0 

io:lo 

199-0 

40-5 % 

193 0 % 

Elarne arc refemnl to dayliglit 




99-5 % 

29-5 % 


Wo Ko(‘ from this tablo that tho tlam(‘ arc with y(‘llow li^ht is almost 
equal to daylight as regards rod to gr(‘on, but that it la(*ks larg(^Iy in blue 
light. 

In a similar mauiior all kinds of lam])s may bo compared. Tho results 
thus obtained give', of c.ourso, relative values only, but those are usually 
sufFiciont for the illuminating engineer (see also paragraph 6.27). 

5.13. FLICKER PHOTOMETERS. These wore originally based on 
a discovery by Professor Kood that when two surfaces illuminated by 
lights of diHerent colours are presented alternately to the eye, tho latter 
requires a longer time to bo influenced by a colour sensation than by one 
of brightness, (bnsequontly, when two surfaces are equally illuminated 
and ra])idly presented to the eye in turn, the surfaces a])pear stationary 
and to bo of common tint, it would thus soeju that a jdiotomoter based 
on this principle would be indej)endent of the colours of the light. 
Experiments have, however, shown that this is not the case, although 
there seems little doubt that when a lamp with a discontinuous spectrum 
is compared with a standard incandescent lamp the flicker photometer 
gives the most reliable results. Ives and Luckiesh found that the 
Purkinje effect with the flicker photometer is actually reversed. We 
thus see that the problem is a very intricate one and complicated by the 
fact that different observers have different visions as regards colour. In 
other words, if we plotted the sensation curves as given in fig. 3.02 for 
different people, they would probably all be somewhat different. Ives 
obtained such a curve for the average eye, which is shown in fig. 5,12. 
All standard tests, such as inter-laboratory experiments, should be 
reduced to tliis curve. 

During tho last few years the flicker photometer has been very 



PHOTOMETRIC APPARATUS. 


I4I 


carefully investigated by H. E. Ives and E. T. Kingsbury,* and the 
conditions under which its readings may be nilied upon are known 
fairly accurately. 

The attainment of a high sensibility in a flicker [)hotometer is 
dependent upon the following factors : 

(1) The dividing line between the two fields which are alternated 



FiCr. 5.12. — Sensation Curve for the Average Eye. 


should be a line without breadth. A black line produces flicker of itself, 
necessitating a certain s})eed of alternation in order to make this 
mechanical imperfection disa])])ear. Hut an unnecessary increase of 
speed reduces the sensibility. 

(2) The speed of alternation must be accurately adjustable; as it 
determines the sensibility. 

The speed required in any 
particular case depends on 
the colour difference. 

In fig. 5.13, let A B be 
the photometer bar on which 
a flicker head is movable, 
with equal lights at A and 
B. If the speed is high 
enough, 70 or 80 alterna- 
tions per second, the photometer head may be placed anywhere and 
no flicker is observable. This condition is represented by line a 
If the speed is now reduced, flicker appears, but for a long space in 
the centre of the bar no flicker is perceived (line h~~h). A further 



Fkc 5.!.*}. — Flickering as Function of the 
Frequency. 


* See also Phil Mag., November 1914, No. 107, p. 708 ; April 1910, No. 184, 
p. 290 ; Ives, Physical Review, 1914, p. 222 ; Phil. Mag., April 1917, No. 196, p. 300 ; 
M. Luckiesh, Physical Remew, 1914, p. 1. 
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lowering of the K})eed reduces the region of flicker and thus increases 
the sensibility. 

If the two liglits are dif[erent in colour, tliis decrease of speed may be 
carried only so far as no f)erception of (‘olour flicker ap})ears. The 
greater th(‘ colour differ(‘nc<‘, tlH‘ higher must ])e tlie sf3eed to })revent 
colour flicker. 

It will be noticed from the figure tliat the lowest curve does not 
quite reach to th(‘ line a a, indicating that the position of mat(di is that 
of ininiTuum of flicker. To find this ])oint, a series of oscillations about 
it is necessary, the oscillations constantly decreasing in amplitude until 
the least movement oitlier way increases tlie flicker. A minimum of 
effort should thus be required for the movement of the photometer head. 
If a motion of body is necessary, the eye is apt to leave the e\ e-piece, and 
this movement itself causes flicker, just as a moving object reveals the 
fluctuating character of an otherwise steady light. 

(3) The illumination of the fields of view should be high, say 25 metre- 
candles (about foot-candles), and this field should only subtend an 
angle of 2 degrees. ’ Ives has selected this size of aperture and illumina- 
tion, as for these values flicker and equality of brightness photometers 
give the sairie results (see also paragraph 5.17). 

(4) For great accuraci(‘s the average eye must be used, i,e. a large 
number of observers should ])e em[)loyed, the mean result being taken. 

5.14. CRITICAL OR VANISHING-FLICKER FREQUENCY.-Wc 
have seen that at certain frequencies the flickering in a flicker instrument 
disappears, no matter where the photometer is placed. We may even 
take away one light and alternate light with darkness, when at a certain 
frequency the flickering will again vanish. This critical or vanishing- 
flicker frequency is a function of the brightness of the target, so that the 
method may appear to be suitable for testing lights of difierent colours. 
Porter found that the critical frequency is expressed by /— K log E -j j?, 
where E is the illumination, and K and p are constants. Further 
experiments by Luckiesh show that this is correct, but when the 
illumination has dropped to somewhat low values the constant K varies, 
i.e. the straight lines which represent / as function of the logarithms of 
E have a bend in them.f Luckiesh’s experiments proved that the 
frequency depends on the contour of the flicker, the maximum, minimum, 
and mean values of the illumination during the cycle. 

For the testing of coloured lights, the method lacks sensibility, just 
like the acuity test, as an error of one or more cycles may easily be made, 
so that in the evaluation of candle-power or illumination errors of 20 
and more per cent, may result, 

6.16. IVES AND BRADY FLICKER PHOTOMETER. A flicker 

♦ Physical EevieWf July 1914, p. 1. 

t See also Ives, Phil. Mag., vol. xxiv., 1912. 

J Physical Review, 1914, p. 222. 
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photometer which fulfils the above conditions is illustrated in fig. 5.14. 
It is solely meant for the substitution method, i.e. we use in position Lg 
first a standard lamp, and test it against the comparison tungsten lamp 
L|, after which Lg is replaced by tlie test lam]). 

The light from the standard lamj) falls upon a matt screen M, 
whence part of it is reflected through cube and the small prism P| to 
the eye at E. The light from the comparison lamp passes through the 
lens and the variable neutral reducing screen V to the flashed of)al 



(translucent) glass 0. Part of the diffused light of the latter enters the 
cube P and is reflected through P^ to E. 

The mechanism for producing the alternation of the two fields is 
contained in P and P^. P is a modified Lummer-Brodhun prism, of 
which one component is left untouched, while the other is silvered and the 
silvering cut away in the planner shown separately. The silver is cut 
away by sand-blasting, after which the two prisms are cemented together 
with Canada balsam, which eliminates the diffusing roughness of its 
surface originally caused by the sand-blast. The slight selective colouring, 
due to the silver, is of no importance, as the substitution method is 
employed. 

Pi has an angle of 10 degrees, and is mounted in a collar W which is 
rotate by a motor. The plate F has a central opening of 2 degrees 
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diameter viewed from E, and thins limits the artual area of the prism 
used. When the motor is running, tlie beam of light which reaches the 
eye is, as it were, whirb‘d around tlie axis of the instrument, alternately 
passing over the clear and the silvered parts of the cube W The suc- 
cessive ap])(‘aran(*e of the openings at F an* s(‘en from the separate 
sketch of the ])hotometric lield, where the small circle represents the 
section of tlie beam coming to the eye from E. IIh* practi(‘ally invisi]>le 
dividing line betw'een the silvered and the cl(*ar ])ortion of the cube and 
the smooth and continuous motion of insures the first condition given 
above. 

The second condition is fulfill(‘d by using a small series-wound motor 
with a sliding variabh* resistance, llie easy variation of the relative 
illumination is secured by the us(‘ of a variable neutral reducing scre(*n 
V rotated by a milled head with a j)oint(‘r A. Th(* lens (' helps tf) make 
the illumination of 0 uniform, and, as a furt]i(*r r(‘tin('m(‘nt, P is furnished 
with a curved lens focuss(‘d on one sjiot of the oj>al glass, d he calibration 
curve of the screen is su])])lied wdth the instrum(*nt. It is very nearly a 
straight-hne function. 

TIh* ac'curacy and comfort of reading are iiuTcased liy illuminating 
tlie surroundings of the jihotometric field by tlie small lamp ]j which 
throws its light on the white* w^alls of the chamber facing F. S is a small 
translucent screen for securing a uniform illumination 

The ])hotometer has jiroved to be very sensitive, the variations from 
the mean of ten settings by tw^o observers being P'38 and ()'45 per cent, 
respectively for lights of slight colour difFerence, and P-Hl and O-GT per 
cent, when the test lamp was a nearly monoidiromatic green light. 

Another Flicker jihotometer, largely used in (^reat Britain, is the 
Himmance-Abady type, made by Messrs Al(‘x. Wright & (\)., Ltd., 
London, and illustrated in fig. 5.15. 

It consists essentially of a diffusing rotating dis(‘ viewed edgewise. 
The alternate diffusing surfaces of this screen cause a flicker whiidi moves 
from side to side until the illuminations are balanced. The change 
occurs twice in a revolution. The disc or screen is shown separately in 
fig. 5.15a. The instrument can be placed at any angle, and is therefore 
suitable for the determination of jmlar curves for arc lam})s. 

The sighting wheel may, of course, be so constructed that the change 
occurs four, six, and more times in every revolution. The instrument 
is not as accurate as the ])hotometer of fig. 5.14, and, as it is spring- 
driven, the speed regulation is less sensitive. 

H. F. Kingsbury succeeded in making the Lummer-Brodhun photo- 
meter into a Flicker instrument. The observer looks at the photometric 
field through a small aperture subtending 2 degrees at the eye. By means 
of a rotating prism in the observation tube the two illuminated surfaces 
in the photometric field are brought successively in front of the aperture, 
80 that a flicker results. The combination is said to be a very sensitive 
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one. Kingsbury also illuininates the whitened eye-pieee internally with 
a concealed glow lain]).* 

Ives has also (leve]()[)(‘cl a polarisation flicker photometer, in whi(*h 
the alternate exhibition of two ])hotometric fields is ])rocured by means 
of a cop-rotated Nicol ])rism.f The light from the two surfaces is first 
})olarised in two planes at right angles to each other. When tin* Nicol 
is rotated the two images wax and wane in quadrature, as ex])lained in 
])aragraph b.Ofi. 

This })hotometer ])ossesses the advantage that the transition from one 
field to the other is gradual and follows exactly the cosine curve which 
Ives assumed in his theoretical discussions of the flicker jdiotometer. It 
is suitable for the measurement of the brightness and hue discrimination 
fractions for both steady and fiu(*tuating imjiressions. 

5.16. VON CZUDNOCHOWSKPS PHOTOMETER.J A somewhat 
different type of photometer for the com- 
parison of light of different colours is 
suggested by W. B. von Czudnochowski, 
His instrument is baaed on the following 
principle : — 

When the image of a solid object is pro- 
jected on a semi-transparent screen, it 
aj)])ear8 sharply defined as long as the 
direction of vision is })erpcndicular to the 
screen, but it becomes indistinct when 
viewed obliquely, in consequence of the 
semi-transparency of the screen. Sujipose 
now that we have a grating composed of 
parallel wires crossing at 45 degrees, those 
sloping to the right being illuminated by one light, those to the left 
by a second light; then the two shadows are formed on the screen, and 
the points of intersection, being illuminated by neither source, appear 
much darker than the rest, as shown in fig. 5.16. Let, further, the 
direction of the rays coming from the left-hand light coincide with the 
direction of vision of the right eye, and vice versa, then an image 
formed by the left-hand source appears sharp to the right eye, and, 
conversely, an image formed by the right-hand source appears distinct 
to the left eye. This gives rise to a stereoscopic effect, and one observes 
a system of apparently free black points, against a background caused 
by a grating. Certain conditions must, however, be fulfilled. 

Let in fig. 6.17 A A represent two wires in the grating, L the diagonal 
distance between two such wires, B B be the transparent screen, L^ the 
distance between the screen and the grating, 0 the angle of incidence, 



■■1 SHADOW FROAf 
Mi SHADOW FROM 

Flo. /).!(». Sl.adous ofuisecl 
by a (rrating. 


* Illuminating Engineer, 1915, p. 462. 
t Philosophical Magazine, April 1917. 

4 See Illuminating Engineer, 190B, p. 283. 
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and T 2 the two sources of light, then 



The distance of the grating from tlie eye must ])e the smallest of distinct 



Fio. 5.17. — Princi])]e of Czudnochowski’s Pliotomctor. 



For a normal pair of eves L,,. = 65 millimetres, so that for Lj=10 milli- 
metres, L = 5*2 millimetres. 

We have seen before that when the illumination drops below a certain 
value the colour effect disappears and everything looks a ghostly grey. 
With a photometer built on the above principle, a colourless field is 
obtained without employing a low order of illumination, by using two 
shadow patterns, which will appear grey on a white background with 


I 

1-1 





K 


.‘lull 
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black intersections. If now one of the sources is moved sensibly out of 
balam-e, one of the patterns becomes coloured. 

The j>enera] arrangement of tlie ])hotometer is shown in llg. 5.18, in 
which l| and Tg are the two sources to be compared, B B the diajihragm 
witli the grating 0, M the transparent screen, W W screens to divide the 
black box K K into two sections, and S a mirror for directing the light. 

The grating is best stamped out of sheet metal, wire gauze being 

unsuitable, since by the crossing of the 
wires the grating becomes too thick. 

It will be obvious that, as the balanc- 
ing of the photometer consists in equalis- 
ing the contrast of the shadows ” against 
a white background, colour plays no part 
in the accuracy of the adjustment. 

5.17. SPECTROPHOTOMETERS.-^ 
Spe(‘trophotometer8 are instruments used 
for the comparison of the brightness of 
the different parts of a spectrum (as far 
as this is at all permissible), and for 
finding the intensities of two light sources 
whose spectra have been resolved into 
their components, which are then com- 
pared. Work of this nature belongs 
more to the sphere of the physicist than 
to that of the illuminating engineer, and 
the elaborate instruments used for the 
purpose may be found described in every 
standard hook on light, to whicli th(‘ 
reader is referred. 

An apparatus due to Ives * is, how- 
ever, described which is not only suitable 
for determining the relative sjiectral- 
luminosity curves of lights, but provides a ready means for comparing 
the sensitiveness of flicker and equality of brightness photometers. It is 
illustrated in fig, 5.19. 

A Hilger constant deviation spectroscope forms a spectrum upon the 
eye slit, 1 , of dimensions J by 2 millimetres. The eye placed at the sht 
observes the prism face illuminated by monochromatic light. The size 
of the collimator slit, 3, is varied by screw 4. 9 is a ground-glass illum- 

inated by the electric lamp 10 on track 11. At 6 is a thin metal disc of a 
shape shown separately in the figure, covered with magnesia and driven 
by a motor (not shown). The disc is illuminated by the lamp 8. The 
eye sees first the prism face illuminated by any desired monochromatic 
light (obtained by resolving the light from 10 into a spectrum by prism 2, 
♦ FhiL Mai;., xxiv,, 1912. 
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Fig. 0.18. — General Arrangement 
of Czudnochowski’ft Photometer. 
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which is controlled by the inicronietcr screw 5), and then the disc whicli is 
illuminated by lamp 8. This is thus a flicker ]jhotometer. The appar- 
atus may be converted into an equality of brightness instrument by 
turning the disc so that it bisects the photometric field. The size of the 
field may be altered by the blend 12. 

The a])paratus is thus so constructed that the measurements may be 
easily reproduced, and we may study the effects of changing the illumina- 
tion in each method for each size of fi(‘.ld, the relative ])ositions of lumin- 
osity curves of the two methods, and the com])arisons of luminosity 
curves obtained by different observers. 

The tests carried out with the instrument showed clearly that for 



studies in tlie photometry of lights of different colours the flicker instru- 
ment gives the more reliable and consistent results. A decrease of the 
illumination results in the Purkinje shift of the maximum of the 
luminosity curve towards the blue for the equality of brightness method, 
wliile a reversed shift is noted with the flicker method (as mentioned in 
paragraph 5.13). Decreasing the size of the field decreases the changes at 
low illuminations. The relative positions of the two kinds of spectral- 
luminosity curves differ with different individuals and with different 
intensities of illumination. The curves difier most at low illuminations 
with large fields. At high illuminations the mean of the equality of 
brightness curves and the mean of the flicker curves apparently agree, 
suggesting liigh illuminations as a standard condition for heterochromatic 
photometry. 

The instrument may also be used for tests with the method of critical 
frequency, and for determining the distortions in spectral-luminosity 
curves produced by variations in the character of the comparison standard 
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and of the surroundings of the photometric field. By the equality of 
brightness metliod a series of diilerent luminosity curves were found, a 
different one for each colour of the comparison standard. The curves 
obtained with the flicker ])hotometer showed no deviation from each 
other. A change in the illumination of the surroundings of the photo- 
metric field juoduced no effect when using the flicker instrument, but 
irregular changes occurred in the equality of brightness method. The 
flicker photometer thus measures true brightness. It was also through 
these tests that Ives arriv(‘d at an illumination of 25 metre-candles and 
a ])hotometric field of 2 degrees diameter as best suited for flicker 
photometers. 

5.18. ILLUMINATION PHOTOMETERS. 1 hesi are emiiloyed to 
measure the illumination given by lights in regions such as rooms, lialls, 
streets, etc., irrespective of the distan(*e of th(‘ source away from this 
region. Photometers for this purj)os(‘ are obtained by slight modifica- 
tions of the intensity instruments. They sliould be ])ortable and con- 
sequently of light weight. 

Illumination ])hotometers may be divided into two cla 8 S(‘s : diffiis(‘d 
reflection and diffused transmission jfliotomctcrs. In the former the 
light is diffu 8 (‘d by a screen and then rcdii^cted by mirrors to the jflioto- 
meter; in the latter it is diffused by a piece of ground glass and then 
transmitted to the photometer. 

5.19. PROFESSOR WEBER’S PHOTOMETER. A jihotograph of 
this instrument is shown in fig. 5.20, and the optical arrangement in 
fig. 5.20a. a standard benzine lamp h (or a standard electric lamp) is 
arranged in a box at one end of a liorizontal tube A. In this tube, and 
capable of sliding in it, is a translucent screen of opal or ground glass. 
The light from h is reflected by means of a Lummer-Brodhun prism p 
into an eye-piece 0. At the top of the vertical tube B, which can be 
placed at any angle, is another piece of translucent glass g, the light from 
which passes through the })rism p, Botli siTcens / and g are tlierefore 
viewed together. The distance r of the screen / from the comparison 
lamp h is shown on a millimetre divided scale. Equality of the field of 
view is obtained by altering the position of /. 

The instrument may be used for intensity and illumination measure- 
ments. In the former case 

L2 

I — C— o candles, 

where L is the distance of the lamp to be compared from the glass plate g, 
and C a constant. The latter is found by means of a standard lamp, say a 
10-c.p. pentane lamp, which gives 

W ’ 

where /q distancee indicated. 
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When using the a[>])aratu8 as an illuniination photometer, we place a 
white screen P at the desired angle in the region the illumination of 



Fici. 5.20. — Welx‘r’8 Illumination l^hotometer ( Klevation). 



Fia. 5.20a. — Weber’s Illumination Photometer (Sectional View). 

which we desire to find, and direct the tube B towards the centre of this 
plate as perpendicularly as possible. The ground-glass plate g is taken 
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out, and the illumination after equalising by tuoving/ is given })y 


where is another constant and is found again with a standard lain]). 

Su])|)ose we use a lO-c.p. j)entane lamp ])laeed at a distance of 2 
metres from a white screen, the illumination of the latter is given l)y 

E— “ =2-5 lux. 

Suppose that with this illumination a halanct* be obtained with / at a 
distaiu'c of metres from then 

('1 o r.. 2 ic 

The distance of the screen P from tin* photometer dotss not tigun* in the 
calculation. 

The white screen must have a jaufeitl} matt surfaci' so that the 
reflection is perfectly diffused. 

Instead of using a white screen P, the measureimmt may be accom- 
plished by inserting frosted white glass plates /x at 7 , the illumination of 
which is found in an identical manner. TJie instrument then acts as a 
diffused transmission ])hotometer. By [ilacing lh<‘ tube B at different 
angles, the illumination may b<‘ determined in any desired region and 
direction. 

The instrument is usually supplied with green and red screens for the 
comparison of lights of different colours, exjiressing th(‘ intensities in red 
and green candles. Such tests have, however, any value only for lights 
with continuous spectra and under definite conditions (see jiaragrajih 
5.12). Table 5.02 holds for such tests. 

The range of the Weber photometer is naturally small, on account of 
the short length of tube A. It may, however, be increased by the applica- 
tion of Nicol prisms or neutral screens of different degrees of transparency. 

Table 5.02. — Colour Coefficients for Weber’s Photometer. 


(J 

e; 

K. 

U 

R‘ 

K. 

il 

R' 

K. 

(J 

R* 

K. 

(1 

IV 

' 

K. 

0-3 

0*50 

1-4 

1'28 

2*5 

1*84 

3*0 

2*20 

4*7 

2*52 

0-4 

0-56 

1-5 

1-34 

2*6 

1*88 

3*7 

2*24 

4*8 

2*55 

0*5 

0*64 

] '6 

1-40 

2*7 

1*92 

3*8 

2*27 

4*9 

2*57 

0-6 

0-72 

1-7 

1-46 

2-8 

1 90 

3*9 

2-30 

5*0 

2-60 

0-7 

0-80 

1-8 

1-50 

2*9 1 

1*99 

40 

2*33 

5*1 

2*02 

0-8 

0-87 

1*9 

1*55 

30 

2*02 

4*1 

2*36 

5*2 

2*04 

0-9 

0-94 

20 

1*60 

3*1 

2*05 

4*2 

2*39 

5*3 

2-07 

10 

100 

21 

L65 

3*2 

2*08 

4*3 

2*41 

5*4 

2*69 

M 

108 

2*2 

1*70 

3-3 

2*11 

4*4 

2*44 

5*5 

2*71 

1*2 

115 

2'3 

1*75 

3*4 

2*16 

4*5 

2*47 



1-3 

1-22 

2*4 

1*80 

3*5 

2*18 

4*6 

2*49 




* To be quite accurate, the screen should be spherical, so that the rays fall per- 
pendicularly upon it. The accuracy is, however, sufficient if the flat screen is placed 
at a considerable distance from the illuminant. 
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5.20. TROTTER’S UNIVERSAL PHOTOMETER.* A vit w of 

tke instrument is sliown in tig. e5.2l, and its optical arrangement in tig. 
5.21a. The instrument is called universal, as it is claimed that illumina- 
tions and intensities can be accurately measured by it. 

A small lain]) (1 volts) throws a lieam of light by means of a mirror 
M on the screen This is viewinl through three small slits in the 
sc.reen Sg, which receives the illumination to be measured. can be 
rotated about its axis by means of a cam, and the illumination thereby 



Fig. 5.21. — I’rotter’s Universal 
Phf)tonieter (Elevation). 



Fig, 5.21a. Trotter’s Universal Photometer 
(Ol)tieal Arrangement ). 


varied until a balance of brightness between Sj and S 2 is obtained. 
Calibration takes place with a standard lam]>, which produces a known 
illumination at a given distance. The scale of the photometer may be 
made direct reading. 

For candle-power measurements the perforated screen S 2 is set 
directly facing the lamp, and folding shutters or blinkers ” are provided 
to screen ofi other light. To set the screen in this position, the photo- 
meter is mounted on a trij)od with a pivoted and hinged head, enabling 
the instrument to be turned in any direction and fixed at any angle. 
Since the screen faces the light, the direction of view must be other than 
perpendicular to it, and an angle of 20 degrees has been chosen. 

The comparison lamp should be carefully aged and tested. It is fed 

♦ Manufactured by Everett, Edgoumbo & Co. See also Eleclriciarif 8th Noveralxjr 
1907, and the Illuminating Engineer, 1909, p. 799. 
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from a 4- volt battery carried in a se]mrate wooden case. Provision is 
made on the scale for a slight variation of voltage. 

Screens Sj and 83 are interchangeable in order to test lamps of different 
tints. 

The instrument is made suitable for <‘olour photometry by the ap])li- 
cation of (Vova’s law. (Vova found that if two lights, differing largely in 
colour, were each viewed through a yellow screen, whereby they are made 
])ractically monochromatic, the relative illumination remained unchanged. 

The screen employ(‘d by tVova (*onsisted of a solution of definite^ 
composition and thickness whic h only transmitt(‘d light of a certain wave- 
length. For ])ractical pur}>oses the method proved, however, unsuitable. 
In Trotter’s ])hotoineter, th(‘ princijde has b(‘en revived witli success. 

The weights and dimensions of the apparatus are a^s follows : 

Photometer: 1-8 kilograms (4 lbs.), 23x19^.11 centimetres (9" x 

Battery: 2-27 kilograms (5 lbs.), 18x13 <74 centimetres (7"x 
5"x3"). 

Stand: 0*7 kilogram ( 1 | lbs.), 18 \ 4i x 4 centimetres (19" x 

ir'xii")- 

These figures show that the instrument is exc^eedingly j)orta[)le. 

5.21. BRODHUN’S STREET PHOTOMETER. Phis is a variable 
aperture disc ])hotometer and is illustrated in hg. 5.22. The comparison 
lamp at r/ illuminates an interchangeable frosted glass })late at d. A 
system of two lenses produc(‘s an enlarged field of this illu»)iination on 
the compound Lummer-Brodhun prism W. The observer looks through 
the eye-piece / u[)on the se})arating s%irface of this ])ri 8 ni and views there 
the rays from the two sources to be compared. 

For the determination of the luminous intensity, the light is thrown 
on a magnesia slab 8 , here diffused and reflected as shown. Equality of 
the fields of view is obtained by reducing the light of the comparison lamp 
with a variable aperture disc. Two prisms p p are placed between d and 
W on a kind of drum which is rotated by means of a motor M and belt c. 
The rays between p p rotate, therefore, round the longitudinal axis of the 
ap})aratu 8 and are screened off more or less by the variable aperture disc 
shown separately in fig. 5.22. The section consists of a fixed metal disc 
with two apertures of 90 degrees, which may be closed more or less by a 
second movable disc with an index. 

The calibration of this apparatus is performed with a standard lamp. 

We have I — C^L^, where L is the distance of the light to be tested 
from S, and 

candle-power of some standanl 

is the angle of the opening, and the distance when the standard lamp 
is used. When the instrument is to be used as an illumination photo- 
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iuet(‘r, lli<* tube 1 is ri^placed by another tube, T|, with a fro8t(‘d f^lass 
plate, and S is replaeed bv a mirror to whi(*h the light is directed by a set 
of lenses fixed in T^. The <*alibration is p<‘rfornied as before. 

I he glow lamp and the motor are fed from a six-cell portable 



Fio. 5.22. — Biodhuii’s Street PhotometQi (Sectional View). 


secondary battery. This and the use of a motor make the apparatus 
more bulky than Weber’s or Trotter’s photometers. 

5.22. DR MARTENS’ ILLUMINATION PHOTOMETER.- This instru- 
ment is illustrated in figs. 5.23, 5.24, and 5.25, and is of a very handy 
and portable construction. The screen F is brought into the region of the 
illumination which is to be found. The comparison lamp B (benz:ine or 
electric) illuminates the frosted glass m with the help of the reflecting 
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mirrors Sj, Sg and the prism p. By moving and 83, tlie illumination 
of }ii is altered. 

The rays from F and ni ])aKS through the openings a and 6 respectively 




Fio. 5.24. — Martens’ llluuiiuatiou J^hotumeter (Sectional View). 


into the tube V, where they illuminate the surfaces 1 and 2 of the prism 
Z. Equality of the field of view is obtained by adjusting the position 
of the mirrors 8^ and Sg. 
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A revolving disc R, with o))al glasses r of different degrees of trans- 
parency, increases the range of tlie instrument. 

The illumination E is given by the apparatus as 


where r is the distance read on the scale of the instrument. On a second 
scale K, the illumination is read directly in lux. When inserting the 



Fio. 5.25. — Martena’ Illumination Photometer (Secticmal Elevation). 


revolving disc R with the constant K^, the numbers rea<l are correct; 
for K4 the numbers must be multiplied by 10, for K5 by 100, for K.^ by 4^^, 
for K, by 

5,23, SHARP-MILLAR PHOTOMETER. The instrument is illus 
trated in fig. 5.26. A is the test plate of translucent glass, P a modified 
Lummer-Brodhun comparison prism, O the' working standard (small 
tungsten lamp), E the scale, R a variable resistance, and 8 absorbing 
screens for increasing the range of the instrument. 

The illumination on the photometric device is varied by moving the 
standard lamp 0 by means of a cord and pulley. 

The complete outfit, with jwrtable battery, regulators, and ammeter 
for the standard lamp, is shown in fig. 5.27. 

The calibration is carried out as with the Weber photometer. 
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8.24. BECHSTEIN PHOTOMETER. This is shown in elevation in 
fig 5 28 and 111 sution in tig 5 2't A (111 the scition) is again the test 



Fio f) 27 — Comiilete Sharp Millar Photonietrio Oiitht 

plate, P the photonietrir device, consisting chiefly of Lummer-Brodhun 
comparison or contrast prisms, 0 the standard tungsten lamp, S the 
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fttationaiy variablo a|)erti]re, E tho motor for rotating the lenses L, 
whilst R and M are sereens for increasing the ranges of the instrument. 
The calibration and use are similar to that of Brodhun’s ])hotometer. 
5.25, CELL PHOTOMETER. The instruments described so far are 
mostly (expensive, and some of them are also (mm})ersome for outdoor 
use. Where only a somewhat rough estimate of tlui illumination is 
required, a ])hotometer as illustrated in fig. 3.2b of the first edition 
usually suffices. This type of ])hotometer has been much improved, as 



Fio. 5.28. — KI(‘va.lior» of Bochstein Photometer. 


will be seen from fig. 5.30, which represents the af)])aratus made by the 
General Elec, trie (V)., U.S.A. A series of spots are lighted from a lam]) in 
a fixed position which illuminates a box which forms the background of 
the series of spots.* 

The screen consists of a piece of clear glavS8 on which are two thick- 
nesses of paper, one of which is punche 1 with a series of round holes and 
is fairly opaque, and the other is highly translucent. This screen forms 
one side of the light box, which is so constructed that the screen is 
illuminated from within to a much higher extent at the right than at the 
left. The exposed side of this screen is very nearly uniformly lighted 
from the illumination which is to be tested ; and, consequently, the round 
♦ General Jileciric Review , December 1920, p. 964. 



l60 KLKCTRICAL PHOTOMETRY AND ILLUMINATION. 


holes a])}>ear Im^hter than the s( reen surface at the ri^ht end and darker 
at the left At th(‘ ])oint wlieie the spots change frotn ligliter than the 
screen 1o daiker, the ilhiniinalion on both 8id('% of the sc H‘en is a])proxi- 
inately tli(‘ same 

The instiument is calibrated with a standard lain]) at a known 
distancM^ Th(‘ internal lainp is always refjjulatc'd to thc‘ same voltage by 
imnins of an internal rc'gnlatinjjf resistance in th(‘ circuit of th(‘ lamp. 



Kio 5 29 ~ Section of Bcchstein PhoiomctcT. 


The current is supplied by a three-ccdl flash-light battery. The size of 
the whole equijiment is fi by 8 inches and weighs only 3 lbs. 

Photometers of this type may also be made with a small sighting 
arrangement, so that the angle under which the screen is viewed is 
constant (see also paragraph 5.28).* 

The same type of instrument has also been employed for measuring 
the illuminating value of fluctuating sources of high candle-power 
(flares). t The photometer by Clark consists of a tube 635 millimetres 
(25 inches) long and 75 millimetres (3 inches) in diameter. The interior 
is whitened and is illuminated by a small electric lamp placed at one end. 

♦ See also lUumirtating Engineer, August 1916, p. 262. 
t Trotter, ibid., Noveinl)er 1918, p. 263. 
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A slot 60 BulUmctres (2 inches) wide extends nearly the whole length of the 
tube, and this is covered with a stii]) of thin metal having perforations 



in the form of letters The strip is paintoi white and receives the 
illumination to be measured The letters have the advantage of being 
noticed and dictated without having to look at any t alibration on the 
photometer 

Another apparatus used for the purpose and based on the same 
principle is the one by Dow, consisting of a lumeter in which a grid of 
14 slots cut in white paper is illuminated by a small electric lamp and 
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which is directed on a test screen, which may both be studied through an 
oj)ening in one side of the box. The grid is again illuminated according 
to the cosine law. For increasing the range the test screen may consist 
of portions of different degrees of lightness, say, white and grey. 

The disadvantage of the variation in the illumination according to the 
cosine law is the fact that near the lamp the illumination varies very 
rapidly, at the other end very slowly. 

Various further modifications of the cell photometer have been 
suggested, which the reader will find in the March 1916 number of the 
Illuminating Engineer. 

5.26. LUMETERS.- The ordinary illumination photometer is often 




Fig. 5.31. — Principle of the Lumeter. 

not suitable for the measurement of surface brightness. Lurneters are 
then employed. Such an instrument is shown in fig. 5.31. 

The observer at Oj looks directly upon a screen S, uniformly illumi- 
nated by a glow lamp at G, and through an aperture 0 in S at the object. 
The illumination on S can be altered by screening off more or less of the 
opal glass at 0, as is indicated. 

The opaque diaphragm d allows only a sector to be exposed, and the 
latter is more or less covered up by the screens A and B, and thus the 
quantity of the light transmitted to the screen S may be very finely 
adjusted. With A placed fully over 0, the opening is exactly one- tenth 
of that of the whole sector, and this is further uniformly reduced to 0 with 
the aid of screen B. The screen S is made by depositing a matt white 
precipitate on thin glass, and scraping away a central disc. It is then 
covered with thin glass for protection. The instrument in reality 
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measures intrinsic brilliancy or the number of candles per unit surface. 
It may, however, also be used for determining the illumination in foot- 
candles which a perfectly white surfac’.e would have to receive in order to 
have an equivalent brightness. It is for this pur})ose that the instrument 
is most useful. The calibration then is accomplished as follows : — 

The position of the glow lamp, which illuminates the opal glass 0, is 
adjusted until the brightness of the screen S is, say, 1 foot-candle, or 
10 metre-candles, determined by comparing it with another similar white 
surface illuminated by a standard lamp. The lamp is then fixed in 
position, and we may regard the scale as registering foot-candles. The 
further calibration is made by closing the screens A and B by known 


I 



values. The range of the instrument is now from to 1 foot-candle, 
or from to 10 metre-capdles. 

By the insertion of reducing glasses the range may be increased to 
100 foot-candles. 

To ensure accuracy it is important that the glass should be uniformly 
illuminated, a result achieved by enclosing the lamp in a chamber with 
perfectly white walls. 

The instrument can of course be used for rough candle-power and 
illumination measurements as well as for approximate determinations of 
surface brightness and diffuse reflection coefficients. For relative 
measurements the instrument is extremely handy. We first view a 
white screen placed in front of the object, and then the object itself, and 
compare the two. 

5.27. MACBETH ILLUMINOMETER.--Thi8 is a kind of a universal 
instrument and is illustrated diagrammatically in fig. 5.32. A Lummer- 
Brodhun photometer is mounted in a rectangular box and viewed 
through a telescope. The aperture opposite the telescope is pointed 
toward a test plate or surface, whose brightness is to be measured. In 
a tube, 9 inches long, is mounted a small incandescent lamp which throws 
its light through a small aperture on the photometric apparatus. 
Balance of the fields of view is obtained by moving the lamp backwards 
or forwards by means of a rack and pinion. 
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The instrument is provided with a controller comprising the cells 
for the lamp, a Weston milliammeter, two close regulating rheostats, a 
double-pole change-over switch, and a reference standard. The appar- 
atus is suitable for 2, 4, or 6 volts. A reference standard is added so 
that the apparatus may always be calibrated in situ. Its construction is 
shown in fig. 5.33 ; for calibration it is placed upon the test plate, so that 
the latter possesses a definite illumination. The sighting aperture of the 
illuminometer is then placed into 
the hole marked D and the calibra- 
tion is made by adjusting the cur- 
rent of the working lamp, the scale 
showing the correct illumination. 

The range of the instrument is 
increased by the use of neutral 
glasses placed on one side or the 
other of the Lummer - Brodhun 
cube. 

¥ot the measurement of illu- 
mination the test plate is placed 
into the position whose illumina- 
tion is to be determined, and 
looked at through the telescope of 
the instrument, balance being ob- 
tained by moving the lain}) inside. 

The test plate may also be done 
away with by the use of a rect- 
angular horn provided with a trans- C 

lucent test plate placed over the l-'w. r,. 33.— Standard Lamp for Macbeth’s 

sighting aperture of the lumeter. 

For the measurement of surface brightness the sighting a])erture 
(or horn) is pointed directly at the surface under test. The values 
secured must then be multiplied by the coefficient of reflection of the 
test plate with which the standardisation has been made, or a separate 
standardisation made, based on the a2)parent foot-candles emitted from 
the test plate in accordance with the value supplied with the apparatus. 

If it is desired to reduce these readings to values in units of candle- 
power per square foot, divide by tt. 

It has already been pointed out that in all determinations with test 
plates the values obtained depend somewhat U})on the angle at which 
the plate is viewed. In fig. 5.34 are given the errors which obtain with 
various materials. Curve A holds for plaster, curve B for magnesium 
carbonate, C for a special glass used in the Macbeth illuminometer, and 
D for an ordinary plate used for some time by the investigators. 

A complete outfit of a Macbeth illuminometer is shown in fig. 5.35. 

5«28, PHYSICAL PHOTOBIETERS. — The complexities of the human 
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Fiu. 5.35. — Complete Uuttit of Macbeth’a lllummometer. 
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eye and the difficulties encountered in comparing lights of different 
colours suggested to a number of investigators the construction of a 
physical photometer, i.e. an instrument which will indicate the intensity 
of any light on a measuring instrument as an ammeter shows the current, 
being entirely independent of the eye. Unfortunately it has been 
impossible so far to produce a substance which will respond to radiant 
energy in the same manner as the human eye, or which will have a 
stimulus curve possessing the same Bha])e as the curve of fig. 5.12. 

One of the first instruments used was the thermopile, but as it is 
affected by heat rather than light rays, i.e. rays lying mainly near the 
red or infra-red part of the spectrum, glass, quartz, or any other suitable 
screen had to be interposed between the source and the thermopile in 
order to prevent pure heat rays from reaching the latter. As these 
substances possess various degrees of transmission for different radiations, 
it is obvious that the results obtained can be of a relative value only. 
For instance, it is possible to plot in this manner polar curves of a lamp 
(see paragraph 5.31), as the readings in different directions from a given 
source will all be affected in the same proportion. By means of a single 
measurement with an ordinary photometer, absolute values may then 
be obtained. An instrument of this type would also be suitable for 
recording the candle-power variations of an arc lamp in order to define 
the quality of the feeding mechanism, or to check the variations in the 
pressure of the supply. 

Recently the thermopile has also been used for the absolute testing of 
illuminants, as a screen has been discovered whose transmission curve 
is similar in shape to the luminosity curve of the average eye (see para- 
graph 5.13). Such a screen or filter reduces the luminous rays in a 
manner that the effect upon the thermopile is relatively the same as it 
would be upon the eye. The degree of transmission of the filter having 
been determined, the absolute intensities will also be known. Care 
must, of course, again be taken in preventing pure heat rays from reaching 
the thermopile. 

The setting uj) of such an apparatus and its use is, of course, far more 
troublesome than the employment of an ordinary photometer, but the 
principle has been used for finding the mechanical equivalent of light. 

Another physical photometer is the bolometer, which changes light 
rays into heat. The Lummer-Kurlbaum instrument consists of a zigzag 
strip of platinum 30 millimetres long, 1 millimetre wide, and less than 
one-thousandth of a millimetre thick, such a thin strip being obtained by 
rolling a thin sheet of platinum together writh a thicker sheet of silver, the 
latter being finally dissolved in nitric acid. The strip is then covered 
with platinum or lamp-black and made a branch of a Wheatstone bridge, 
which consists of four such arms. One of them is then subjected to a 
luminous flux which is absorbed and changed into heat, the latter causing 
a temperature rise and a consequent change in the resistance of this 
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brancii, bringing the bridge out of balance. The magnitude of the 
deflection of the galvanometer ia a measure of the radiant energy and, if 
the heat rays have previously been absorbed, also of the radiant luminous 
energy. The remarks made about the thermopile as regards stray heat 
rays, etc., hold also for this instrument. 

The chemical effects of light have also been tried for measuring the 
luminous intensity of light. Photographic paper has, however, a 
stimulous curve differing greatly from that of the eye, being chiefly 
affected by ultra-violet rays. We can, therefore, expect only relative 
results, and the method is inconvenient and therefore suitable for the 
laboratory only. It possesses the advantage that it records mean values 
during a test which is preferable when testing unsteady arc lamps. 

In 1877 Werner von Siemens suggested that the selenium cell might 
be employed for testing luminous intensity. Selenium possesses the 
property of reducing its resistance with an increase in the illumination. 
Since then innumerable papers, dealing with the behaviour of selenium 
under the influence of light, have been published, but a perfectly satis- 
factory cell has not yet been jnoduced. Its behaviour is irregular and its 
sensitiveness as regards lights of different colours depends upon the 
preparation. The maximum sensitiveness may lie near the red, green, 
or even the ultra-violet, and Pfund * states that the cell is affected by a 
})henomenon similar to the Purkinje effect, the position of maximum 
sensitiveness in the spectrum changing with the intensity of the illumina- 
tion. The older cells showed deterioration after they had been in use 
only short periods. 

Another disadvantage is the inertia of the cell, i.e. it takes a con- 
siderable time, after the cell has been placed in darkness, before it has 
regained its original resistance. This is especially the case for thick 
cells, as one would expect. During the last few years considerable 
progress has, however, been recorded in the manufacture of these cells, 
and F. Brown claims that his cell (U.S.A. Patent No. 1219432) possesses 
a sensitiveness a thousand times greater than those hitherto constructed, 
and that it may be exposed to an intense light for days in succession. 
This result is obtained by the production of the crystals by sublimation, 
the crystals being then permitted to absorb argon, helium, or neon gas 
at a temperature below that of the crystal formation. 

Fournier d^Albe f uses in the construction of these cells a porcelain 
plate coated with graphite in which grooves are engraved by means of a 
diamond. The whole surface is then coated with selenium. 

The principle of a selenium photometer is shown in fig. 5.36. and Ig 
are the lights to be compared, A and D reflecting mirrors, a selenium 

• Physical Review, vol. xxxiv., May 1912. 

f Journal of the Rdntgcn Society, April 1917. 8ee also K. J. Dietrich, Physical 
Review, May 1916, p. 661 ; P. J. Nicholson, ibid., January 1914, p. 1 ; E. H. Kennard 
and E. O. Dietrich, ibid., January 1917, p. 68. 
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cell, B a battery, and M a niilliammeter. The cell is rapidly moved 
backwards and forwards so that it is alternately illuminated by Ij and Ig. 
When the illuminations from both sources are equal, the resistance of 
the battery circuit is stationary, but when this is not the case the 
pointer of instrument M vibrates. 

During recent years alkali metal cells, made by Elster and (leitel, 
have been employed by Eichtmyr * and Voegc.f In such a cell we have 
two electrodes separated by air, with a certain P.D. between them. When 
the negative electrode is illuminated, electrons are emitted, and as a result 
a small measurable current flows. This normal ’’ effect occurs with all 
metals and increases with diminishing wave-length of light. With alkali 
metals there is, in addition, a selective actioji, for which the maximum 
sensitiveness lies in the visible region of the spectrum, yv / j . at 14 xlO"^ 
centimetres for potassium, 48 a 10"^ centimetres for rubidium. The 



selective effect may be made large enough so that the normal one is of 
little account. 

The sensitiveness and constancy of the cell is greatly increased by 
allowing the discharge current to pass in an atmosphere of argon. It is 
claimed for these cells that they possess prai'tically no inertia, that the 
photo-electric current is proportional to the intensity of illumination, 
and that they remain constant for a very long time. By the addition of a 
screen or filter it is possible to cause the maximum effect to occur at the 
same point in the spectrum as that of the eye. Voege uses a sj)ecial 
type of gelatine filter, which he found very satisfactory. 

The system is, of course, best again adapted for relative measure- 
ments. It possesses the advantage over the thermopile that no special 
care need be taken to guard against pure heat rays. By varying the 
voltage from about 60 to 150, the range of the instrument is increased 
beyond that possible by altering distances. At 200 volts a luminous 
disoharge occurs between the electrodes of the cell, which must be 
prevented. 

The arrangement employed for a test is shown in tig. 5.37. E is a 

♦ Trawi. JU. Eng, Soc, U,S,A., vul. viii., 1913, p. 469. 
t Ekktrotechtmche ZHlschriftf 30th April 1914. 
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Bource of current joined in series with the cell C inside its filter F and a 
galvanometer G. A standard lamp is first placed at X at such a distance 
from the cell that the reading of the galvanometer is equal to the candle- 
])ower of the lamp (or a multiyde thereof). (On account of the high 
resistance of the galvanometer a series resistance is usually not required.) 
The standard lamp is next replaced by the lamp under test, the gal- 
vanometer showing directly its candle-power. For correct results the 
standard and test lamps should be of the same type. R is a mirror to 
increase the illumination of the cell, since the filter reduces the sensibility. 
For rapid testing of glow lamps the method is extremely convenient. 

There seems to be little doubt that one day a physic^al photometer 
will aj)pear which will respond to 


light in the same way as the human 
eye, thereby reducing the work to 
the reading of a simple indicating 
instrument and greatly simplifying 
measurements, esyiecialiy if the watt 
is ado])ted as the unit of luminous 
flux. The final judgment of an 
existing illumination will, of course, 
always rest with the eye, 

6.29, CRITICISM OF PHOTO- 


a 


l-0j 


Klu. 5.37.- -Alkali Cell Phoioineler. 


METERS* -Specifications. — Since the first edition of this book was 
ymblished, not many new types of equality of brightness photometers 
have been put on the market, and the Lummer-Brodhun type, or its 
modification, still holds the premier position as regards accuracy. 

The flicker jdiotometer has. however, been carefully investigated, 
esyjecially by Ives and Kingsbury, its theory has been evolved, and the 
conditions of working under which this type of instrument may be relied 
upon are now known. The idea that photometers without eye-pieces 
are more satisfactory than those with them has been exploded, since 
the accuracy of work depends upon the angle at which a test plate 
is looked at. This is clearly proved by fig. 5.34. To this it must be 
added that with instruments without eye-pieces the eyes are too much 
influenced by the surroundings and are apt to roam about, which from 
its very nature reduces the sensitiveness. 

Consequently, even the cell photometers, intended for rough work 
only, are being supplied with an eye-piece in order to view the test 
screen always at the same angle. 

For reliable work the illumination of the photometer screen should be 
at least 1 foot-candle, and preferably 2J, a brightness not difficult to 
obtain in a laboratory, but rarely procurable in outdoor work. The 
accuracy obtainable in testing the illumination of streets is therefore 
much smaller than when determining luminous intensities in the labora- 
tory, With the Lummer-Brodhun contrast photometer, when testing 
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intensities of similar colour, the readings of an experienced observer may 
be expected to lie within 0*3 per cent., and the mean of a series of readings 
by a number of such observers may be repeated within one-tenth of 1 
per cent. The general accuracy procurable in commercial work may be 
2 per cent.* with excellent instruments under favourable conditions, but 
it will usually be very much less. It is questionable whether on outdoor 
work an accuracy within 5 per cent, can be guaranteed, 10 to 15 per cent, 
being the result more likely obtainable. 

On the whole, it may be stated that at the present stage of the 
illuminating science the Lumnmr-Brodhun prisms give the most reliable 
results in laboratory and commercial work as long as the colours of 
the fields of view do not differ too much, wlule for the comparison of 
illuminants with greatly varying tints the properly constructed flicker 
instrument is preferable, as it gives the more consistent results. The 
readings of an experienced observer should lie within 0*75 per cent. 
Physical photometers are suitable for the laboratory only. 

Speaking generally, the accuracy, or rather the })recision, obtainable in 
photometric work depends largely upon the individual. A person used to 
a Bunsen grease-spot instrument will obtain better results with it than 
with a Lummer-Brodhun type, to which he is unaccustomed. As in 
everything, experience tells also in this class of work. Even the condition 
of the observer is of importance, and it will be quite obvious that a person 
out of health will be less reliable — under otherwise equal conditions “-than 
a healthy individual, A large nujuber of observations in succession 
causes fatigue, which means that the eye becomes less sensitive. This is 
probably due to the continuous observation of a highly illuminated 
surface, the photometer screen, which is in great (contrast with the 
surrounding blackness of a photometer room, and it is therefore advisable 
to rest the eye by deviation to other work. Glare should be totally 
avoided, as it destroys the equilibrium of the eye completely. 

Looking at the ])hotometer screen for too short a time reduces the 
precision, but this happens also if the period is made too long. A time of 
about twenty seconds is suitable with a Lurnmer-Brodhun contrast 
pattern instrument. Instrumental errors, which are constant, can be 
determined and neutralised. They are chiefly due to stray rays, un- 
symmetrical photometer screens, and inadequate distances of the 
sources from the screen, so that the law of inverse square holds no longer. 
Care should also be taken that lamps burn under normal conditions. 

Errors may be systematic, or accidental. The former are partly 
instrumental, and may be neutralised by calibration and by taking into 
account influences such as those of atmospheric conditions on flame 
standards. Errors are largely prevented by employing a number of 
equally skilled operators. As a matter of fact for accurate work the 
average eye is essential. Accidental errors can be determined mathe- 
♦ C. H. Sharp, Trans. Am. Inst. Ekctr. Eng., vol. xix. p. 1493. 
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matically by an application of the law of least squares. In photometric 
work it suffices to make a number of measurements under exactly 
similar conditions, and to take the moan result. To go further and find 
the probable error of a single observation and the mean error of the 
result, expressed by 

! 2 

0-6746 / ?-=0-6745M 

Sj n—\ 

and 

iL 

Vw 

respectively, where R^is the residual, i.e. the difference between the mean 
and the single observations, and m the nutnber of observations, would in 
many cases be waste of time. 

The Committee appointed in 1913 to deal with street lighting made 
the following recommendations regarding the requirements for the 
testing and use of a street photometer : — 

A. General Requirements for all Classes. 

(1) Division or Graduation .— instrument to be so made that it 
can be verified at any time for accuracy of graduation by direct test on a 
j)hotometric bench with the light falling perpendicularly on the test 
plate. This verification to be made at not less than 5 points on the scale, 
the error under laboratory conditions not to exceed + or - 3 per cent, at 
readings above 0*05 foot-candle. 

(2) Range.- The scale shall include, either directly or by means of 
adjustments for various grades, a range from ()'()03 to 3 foot-candles. 

(3) Constani.- J3efore and after making a series of outdoor tests, the 
constant of the scale shall be verified at least at one point on the scale 
between ()-()5 and 1 foot-candle against a substandard. If an electric 
accumulator is used, it shall have been run, after charging, for not less 
than fifteen minutes. 

(4) The lamp shall be tested (together with the electric battery, if any, 
and any controlling resistance or measuring instrunients) at about mid- 
point on the range for fifteen minutes continuously without showing any 
appreciable change. 

(5) The angle of incidence (that is, the angle between the direction of 
the ray of light to be measured and the vertical) shall be measured to 
2 degrees by suitable means. 

B. Requirements for a Candle-power Photometer. 

(1) Stray light from neighbouring lamps, buildings, and sky shall be 
excluded. 

(2) The height of the test screen from the ground is immaterial. 
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C. Requirements for an Illumination Photometer. 


(1) The test plate, if forming part of the photometer, shall be so 
arranged that it may receive the sum of the illuminations of neighbouring 
lights without obstruction. 

(2) The test plate shall be free from jjolish or glaze, and the photo- 
meter shall be tested in a laboratory for variation from the cosine law. 
Up to the angle of incidence of 60 degrees this total variation shall not, 
under working conditions, exceed 10 per cent. 

(3) Provision shall be made for holding horizontally, and at a height 
of 3 feet 3 inches a])ove the ground, the test [)late which receives the 
light to be measured. 

5.30, ABSORPTION OF LIGHT BY MIRRORS. In a mirror the 
image ap])ears as far behind the mirror as the light lies actually in front of 
it,. We must tlierefore add to the <listaiice liwetween the mirror and the 
photometer that from the mirror to the lani]). 

As light is ab 8 orb( 5 d by a mirror, the emerging ray is reduced in 
intensity. The reduction coefficient may be found as follows : Use two 
similar lamps and obtain equality of tin* optical fields without any mirrors, 
when 


Next pla(*e 1^ at a distance L.j from the axis of the photometer on the 
same level as bidore, and now c,onduc,t the same rays which previously 
reached the photometer by means of the mirror to be tested to the screen. 
The normal distance from the mirror to the light I|^ is L 3 , that from the 
mirror to the screen L 4 , and equality is obtained by making the distance 
from the photometer to the light Jg equal to L 5 ; then, since part of the 
light is absorbed by the mirror, 


whence 


I'-I 




V 


2 


™ = n»(j uction coefficient . . 5.12 


If it is possible to make 1^3 ^ then 


r 



5.13 


It is best to use polished silver or good glass mirrors for this class of 
work, as the reduction coefficient is then practically the same for all 
colours in the visible spectrum. The value of this coefficient for i>oli 8 hed 
silver is about 0*93. 

5.31. PHOTOMETER ROOM AND AUXILIARY APPARATUS. A 

photometer room should not be too small. The space occupied by it 
should be not less than 50 cubic metres (1800 cubic feet) and preferably 
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larger if possible, with a minimum length of 10 metres (32 feet). This is 
essential for the testing of are lamps, since the bench must be of consider- 
able length- at least twenty times the diameter of the globe - if the law of 
inverse squares is to be accurate. The ventilation of the room should be 
as thorough as possible, but draughts must be avoided. This is especially 
necessary when flame standards are used, the candle-power of which 



Fio, Standard Photometer Bench.* 

de])end8 largely on the atmospheric conditions surrounding the lamp. 
The suitable size of a photometer room is 12x3x5 cubic metres (appr. 
4C X 10 X 16 cubic feet). 

Photometer rooms are usually painted a d*ead black; but this is not 
absolutely essential if only sufficient care is taken to prevent reflected 
light from reaching the photometer. A complete photometer bench for 
the testing of incandescent lamps is shown in fig. 5.38. Reflected light 
is kept from the photometer by means of aluminium screens covered with 
dead-black velvet. The direct light passes through holes in the screens. 

♦ As manufactured by Alex. Wright & Co., Ltd., Tjondon, and used at the National 
Physical Laboratory, lx>ndon. 
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These holes may be fitted with dispersion lenses or reducing glasses when 
lights of exceedingly unequal intensities, are to be compared. The 



Fig. 5.39. — Paterson’s Lamp Rotator. 


carriage of the photometer is supplied with a small portable electric lamp 
in order to facilitate the reading of the scales. The error caused by the 
reflection of light from the screens is negligible when glow lamps are tested , 
and also— if sufficient care be exercised — when arc lamps are compared. 
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Photometer, standard lamp, and the lamp to be compared rest on 
carriages which slide on bars accurately turned and planished. (Uow 
lamps are usually fixed on a universal joint, which allows the axis of the 
lamp to be placed in any direction. 

The bench illustrated in fig. 5.38 is supplied with a lamp rotator, in 
order to enable mean horizontal candle-power tests to be rapidly carried 
out. This lamp rotator is shown in fig. 5.39, and is due to Mr C. C. 
Paterson. The scale of the bench, which consists of a strip of polished 
triangular brass, is provided with two graduations, one in centimetres and 
one for direct reading. The length of the bench is 3 metres. 

The illumination of the photometer screen should be made at least 10 
metre-candles (about I foot-candle). A 10 candle-power standard would 
then have to be plac^ed at a distance cd i metre from the photometer. 
OPi.irping the photometer to the working standard of this intensity, 
lamps up to 40 candles could be tested on a bench 3 metres long. The 
moving of the test lamp is on the whole to be preferred. As the test 
lamp may be at a considerable distance from the photometer, the moving 
of it is accomplished with rope and pulley. 

For lamps larger than 40 candles the illumination on the photometer 
screen will be greater than 10 metre-candles. It may then be more con- 
venient to place the standard lamp at 0 of the scale, the test lamj) at 
300 (centimetres). For the different positions of the photometer the 


accompanying table gives then the ratio of 


Test lamp 
Standard lamp * 


Table 5.03. — For a Photometer Bench 300 Centimetres Long. 



0 

1 

2 

3 

4 

5 

6 

7 

8 

9 

60 

26 0 

23*8 

22-7 

21*7 

20*8 

19*8 

19*0 

18*2 

17*4 

16*7 

60 

16*0 

16*4 

14*7 

14*2 

13*6 

13*1 

12*6 

12*1 

11*6 

11*2 

70 

10-8 

10*4 

10*0 

9*7 

9*3 

9*00 

8*69 

8*39 

8*10 

7*83 

80 

7-66 

7-31 

7 '07 

6*84 

6*61 

6-40 

6*19 

5*99 

5*80 

5*62 

90 

6-44 

6-27 

6*11 

4 95 

4*80 

4-66 

4*52 

4*38 

4-25 

4*12 

100 

4-00 

8*88 

3*77 

3 66 

3*56 

3*46 

3*35 

3*26 

3*16 

3-07 

no 

2*98 

2*90 

2*82 

2-74 

2*66 

2*69 

2*62 

2*46 

2*38 

2*31 

120 

2-26 

2*19 

2*13 

2*07 

2*01 

1-96 

1*91 

1*86 

1*80 

1*76 

130 

1*71 

1*66 

1*62 

1*58 

1*63 

1*49 

1*45 

1*42 

1*38 

1*84 

140 

1*306 

1*271 

1 *238 

' 1*206 

1*173 

1-142 

1-118 

1-083 

1*056 

1*027 

160 

1*000 

0*974 

0*948 

0 * 9*23 

1 0*899 

0 876 

1 0*862 

0-830 

0*808 

0*787 

160 

0*766 

0*746 

0*726 

0*706 

' 0*688 

0 669 

> 0-652 

0*634 

0*617 

0 601 

170 

0*586 

0*669 

0*654 

0*589 

0 624 

0*510 

^ 6*496 

0*483 

0*470 

0*457 

180 

0*444 

0*432 

0 420 

0*409 

0*397 

0*886 

0*376 

0 365 

0 * 35,5 

0*845 

190 

0*336 

0-326 

0*316 

0 307 

0*289 

0*290 

0*282 

0*273 

0*265 

0*258 

200 

0*260 

0-243 

0 235 

0*228 

0*221 

0*215 

0*208 

0*202 

0*196 

0*190 

210 

0*184 

0-178 

0*172 

0*107 

0*161 

0-166 

0*151 

0*146 

0*141 

0*137 

220 

0*132 

0*128 

0*123 

0*119 

0*116 

0*111 

0*107 

0*104 

0*100 

0*096 

230 

0*098 

0*089 

0*086 

0*083 

0*080 

0*076 

0*074 

0*071 

0*068 

0*065 

240 

0 063 

0*060 

1 

0*067 

0*066 

0*063 

0*060 

0 048 

0*046 

0 044 

1 0*042 


In order to be able to plot the |)olar curves of incandescent lamps, i.e. 
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to meaBuro the inteoHity of tlie rays in any part of a sphere surrounding^ 

a source, apparatus as illustrated in figs. 5.40 
and 5.41 is suitable. The figures are self- 
explanatory. 

The spherical candle-power of arc lamps 
may be determined by employing the system 
of mirrors shown in fig. 5.42. The reflecting 
mirrors A B may be placed at any angle, read 
on the scale K. 0 is a balance weight, and 
W the carriage which is j)laced on the rails 
of the photometer bench. 

Anotlier apparatus suitabh* for the deter- 
mination of ])olar turves of arc lamps is 
described by Dr J. A. Fleming as follows * : 
On a suitable base is erected a wooden gallows 
about 9 feet high and 3 feet wide. From the 
top of this the arc lain}) to be investigated 
is susjiended. In the two U})right8 of the gallows are two ojienings 



Fig. 5.40. Univei-Hal l^amp 
Holder. 



♦ vol. xxiuL p, 145. 
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tlirough wliich pass bra^H tu])eK or li(»llow Ix^ariugs to wlib li in (‘. 011 - 
nocted anothor r<‘(*-taiigular Hwinging franu‘ (six; fig. r)U3). Tlio lamp 
is placed so tljat the ar(* A is (;xaetly in line with the axis of these 
hollow trunnions. On the outside of one of the uprights is a circular 
scale of degrees, and the swinging frame carries a pointer by means 
of which its angular ])osition relatively to the horizon is determined. 
The swinging frame also carries three ])lanc nurrors, 1,, To, 1 3, which 



are set at angles of 45 degrees and catch the ray from the arc lamp, 
and reflect it down one of the hollow trunnions. The ray therefore 
emerges in the same direction, no matter what may be the angular 
position of the swinging frame. This frame can be so set as to catch 
a ray coming from the arc at any angle above and below the horizon. 
It is quite possible, by means of a standard incandescent lamp, to deter- 
mine the total and constant percentage loss of light, by the three mirrors, 
at each of which the ray is reflected at an incidence of 45 degrees, 
and hence to apply the necessary correction to the intensity of the 
selected ray. By employing a photometer and a standard glow lamp, 
measurements can be made of the luminous intensity of the arc in any 
direction relatively to the horizontal plane through the arc. This direct 

12 
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nieasureiiient is often rendered diffieult because the arc* shifts its position 
continually, and there is, consequently, a ])eriodic waxing and waning 
of the light in any direction. This difficulty may be overcome by testing 
the arc against itself — or, in other words, by comparing the luminous 
intensity of the ray coming from the arc in any direction with that of the 


ELEVATION 



Fifi. 5.43, — Fleming’s Are Lamp Testing Arrangement. 


ray coming off in a horizontal direction. This is accomplished by fixing 
three mirrors, Hj, Hg, H 3 , to reflect round the ray coming in a horizontal 
direcjtion from the arc, and make it coincide in direction with the thrice- 
reflected ray coming from off the arc at any angle above or below the 
horizon. In each case the ray suffers reflection at three mirrors placed at 
angles of 45 degrees ; hence there is no difference in the loss by reflection, 
and both the rays are weakened in the same ratio. We have then to 
determine the ratio of the intensities of these two rays ; this may be done 
by, for instance, employing a variable aperture disc photometer, described 
under Brodhun’s street photometer. 
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With th(‘ aid of a standard ^low lamp, and a single direct obs(3rvation 
(or, better still, the mean result of a number of observations), we ar(‘ able 
to determine the mean absolute horizontal luminous intensity ; and hence 
the polar curve of luminous intensity can be plotted, as will be shown 
further on. 

A method somewhat similar to, but 8im])ler than, Fleming's is the 
following : On a bracket is fixed a metal screen H, ])laced between the arc 
lamp 1 and the photometer P to keep from the latter all direct light (see 
fig. 5.44), To a shaft passing through the centre of S are pivoted two 
levers, each of which carries at its extremity a mirror and M 2 . When 
the two arms are horizontal, the fields of view reflected by aiul Mg 
sliould be equalised for equal distances. One lever, say 1 , is now rotated, 
whereas the other one, 2, is kept horizontal, so that the light reflected 
from Mj to Pis emitted under different angles, seen on the metal screen. 



By moving M^, equality of the field of view is easily obtained, and the 
intensities of the rays inclined at these angles are given by 

I -I 

in which Lj and Lg are the distances. the horizontal intensity, has 
been determined by a previous test. The ])hotometer should be adjust- 
able so that the angles of incidence of the rays on M^ and Mg are equal. 

The absorption of light by the mirrors need not be considered, since 
both intensities are equally affected. The method gives correct results 
for symmetrical lights only, for which the horizontal intensity (along the 
same latitude) is practically uniform. 

The previous methods possess the disadvantage that the lights must 
be symmetrical. Unfortunately, the position of the arc is not permanent, 
even for lamps with vertical carbons, and consequently the intensity of 
the ray under tt;st varies. This difficulty is overcome by rotating the 
lamp round a vertical axis, as in the case of incandescent lamps. At the 
same time, the construction of the apparatus must be such that measure- 
ments can be made under any angle. Such a mechanism is shown in 
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fig. 5.45, which has been employed by Dr Drysdalo af> the Northain})ton 
Institute. 4'he illustration is self-explanatory. 

In the test roojn of the (General Electric Company the testing of arc 
lamps is carried out with the system illustrated in fig. 5. 40. Two 
silvered mirrors are employed for reflecting light to the photometer 
screen, the beams being cut down in intensity by means of a rotating 



variable aperture disc. The mean of the readings in the two hemispheres 
is thus recorded, which is an advantage for unsteady lights. One screen 
can be used only in the vertical diameter. Balance is obtained by 
changing the position of the comparison lamp and the adjustment of the 
aperture of the rotating disc. The test lamp itself is stationary. 

For very rapid work an alkali cell photometer is probably best 
adapted for plotting polar curves, as no adjustments have to be made. 
All that is necessary is to take the readings of a current-indicating 
instrument calibrated in candles, after the cell has been once compared 
with a good photometer. The system is indicated in fig. 5.47. 

An arm a, carrying the alkali C, is rotated round the lamp L. Fixed 
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to a is a disc S supplied with photo-sensitive paper inside a box K. The 
latter possesses a slit through which the light refleeted by a mirror of the 
current-indicating instrument A enters. If a is slowly rotated round L, 



the beam of light from the mirror draws directly the polar curve of the 
lamp. 

5.32. INTEGRATING PHOTOMETERS.- For the determination of 




Pig. oAl, — \’oege’s System for XcBtiiig Arc Lampb. 


the mean spherical candle-power of a lamp, a large number of observations 
have to be made in order to obtain good results. If the light is sym- 
metrical, it is usually sufficient to take a number of measurements along 
a meridian and to plot the Rousseau curve (see Chapter VL), the mean 
ordinate of which gives the required result. In the case of non- 
symmetrical lights, the tests have to take place along several meridians, 
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making tho work very laborious. All this is avoided by employing 
i ritegrati ng } )liot o i n e t e rs . 

5.33. MATTHEW’S PHOTOMETER. This instrument is shown 
diagramniatically in fig. 5.48, and gives reliable results for symmetrical 
lights only. But by rotating the lamp— for instance, by means of a small 



motor,— or by making a number of observations along various meridians, 
any type of lamp may be tested in this manner. 

The principle of the instrument will be clear from the figure. 

The rays of the lamp are reflected by means of two mirrors, Mj and Mg, 
to a photometer screen P illuminated on the other side by a standard 
lamp Ig. The calibration is made with a lamp of known mean spherical 
candle-power. For mean hemispherical measurements, the mirrors of 
the lower hemisphere only are employed, those of the upper ones being 
screened off. 

The proof is as follows ; — 

The total flux from a point source of light is <^==4RVE, where E is the 
uniform illumination on a surrounding hollow sphere. But 




hence 
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<4 = 


lK*7rl„ 

R2 




where is the mean spherical (handle- power (in this ease the light is 
perfectly uniform all round). Tf this source is re|)laeed by any other 
giving the same total flux, then we have 

JR27rE = 477e=^ErfS=|^j|r//M . . 5.14 

in which denotes now the mean spherical candle-jiower, and E is the 
illumination produced on any infinitesimal area ^/S (*aused liy the candle- 
power I at a distaiKM^ R. Supposes now that we have a symmetrical light, 
tlien the illumination of any zone ^/S along any given latitude will be 
uniform. If this zone lies at an angle 6 inclined to the vertical (see fig. 
5.48), then the area dH is ecjual to the circumference multiplied by the 
width, or, 

(/S -27rxRd0, 

and sinc.e 

j —R sin 6, r/S = 2R7T sin ORdO, 

whence 

>'"■!„= /il^aRTTsin dRdd 

and 

--|Jl sin .... 5.15 


The mean spherical candic-])ower may be found with the aid of this 
equation by dividing a ])olar curve (see also (diapter VI.) into small parts 
and adding u\) elementary products I sin 6. 

If the number of parts be n for 180 degrees, then 


H 

and 

I I 6 ... . 5.16 

Take now in the Matthew integrator a ray of light inclined by an angle 9. 
According to equation 1.04, the illumination is proportional to the cosine 
of the angle of incidence; hence the illumination on the photometer 
screen as caused by a reflected ray is proportional to lcos(9O°-~0) or 
to I sin 0, since the light from the mirror in question is incident on the 
photometer screen at (90° ~ 9) degrees, and the total amount from the 
mirror is proportional to 

sin 9. 
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Ill p]a(‘,e of mirrors J. Saliulka * employs small ])laster of Paris matt 
surfaces, all iiicIiiUHi at 15 (l<‘,j^rees to the, axis of the circle, whicli are 
spaced at intervals round the circJe surrounding the lain]) tested. Tli(\ 
angular intervals are so selected that the surfac.es correspond with zones 
of equal area; hence the summation of the diffusely reflected light is a 
measure of mean 8j)heriral candle-])ower. The axis of the })hotometer 
bench passes through the c-entre of the circle, direct light from the 
lanif) being screened, so that the photometer receives light only from 
the diffusing })lateR. The area of the source is thus of little importance, 
th(‘. distance of the photometer can be adjusted at will, and a small 
displacement of the lam]) matters little. The constant is obtained by 
testing first a lamp of known mean spherical intensity. 

It will be obvious that great accuracy can be expected only if (;ali- 
brating and test lamps are of the same kind and the lights are symmetrical. 



If half-watt lam])H are tested in this manner, the filaments must be 
similarly placed as regards the axis of the photometer bench. 

5.34. BLONDEL’S INTEGRATING PHOTOMETER.- It is illustrated 
diagrammatically in fig. 5.49. 

The light from the lamp under test is tlirown on a diffusing sc,roen 
which has the shape of a truncated cone. From here it is reflected on 
the photometer screen. The illumination on the latter is, of course, pro- 
portional to Z'T, where 1 is the intensity in any given direc.tion. But the 
mean spherical candle- ])ower is proportional to 1 sin 6 . Blondel obtains 
this result by making the screen wide in the equatorial region of the larnj) 
and narrow near the poles, as is indicated in the figure. The calibration 
is made with a lamp of known spherical intensity. 

5.36. ULBRICHT’S INTEGRATING PHOTOMBTER.t This instru- 
ment, which was invented by Professor Ulbricht, consists of a large opaque 
sphere, i)ainted white so as to give a smooth, well -diffusing surface. The 
size of the sphere should not be less than six times the diameter of the 

* KleUrotechnisehe. ZeUschrifl, 27tli Juno 1918, p. 258. 

t See also K.T.Z., 1900, jip. 612, 595; 1906, pp. 10J7, 1074; 1IH)6, pp. 60, 408, 
609 ; 1907, p. 777 ; 1909, p. 322. 
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j^lobe of the lar^(‘-Ht lanij) tested. Smaller s])lieres ar(‘, made of ^lass, 
whieh must be ^(iveii an external eOatiiig. Larger ones are made of she(‘t. 
metal and in two parts, for easy manipulation. 

A light placed inside this sphere is diffused in such a iiianner that the 
resultant illumination is uniform over the whole surface ; consequently 
the illumination of a window in the 8j)hcre is proportional to the mean 
spherical candle-power of the lamp inserted, as long as direct light is kept 
from the window. This is proved as follows * : - 

Assume at first the light in the centre of the sphere, as shown in fig. 
5.50. (Consider any small area dS, the normal illumination of which is 

proportional to where T is the intensity of the ray in that direction 

and R the radius of the splicre. This area acts now as a source of light 



Fk;. r).r)0. — Principle of Ull)richt’s Spherical Photometer. 


to the window W, but the dux is emitted inclined at an angle 0. Its 
quantity to W is therefore proportional to 

cos 0, 


according to the cosine law, and hence the normal illumination of W is 
proportional to 


H2 


(/S cos 0 


cos 0 

~TF 


sinc(5 the illumination is dir(*ctly ju’oportional to the aJigle of incid(*nc.c, and 
inversely to the square of the distamaj L. As 

L 


0 = 


2R' 


we get the illumination of W proportional to 


4R4‘ 


♦ Ulbricht and Bloch give a more elaborate theory. 
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What applies to tlie area (/S holds for the whole sphere ; lienee the normal 
illumination of W is ])roportional to 


jLri - 


or, according to equation 5. It, proportional to a constant multiplied by 
the mean 8pheri(*al candle-power of the lamp. 

It is not even necessary to place the lamp in the centre. Suppose it is 
anywhere between the centre and the circaimference as indicated by the 
upper cir(‘le in fig. 5.50. We now have the normal illinnination of (7S^ 

proportional to or to E^, and the quantitv of light emitted to the 

window ])roportional to 


EjdSj cos 0 ^ , 

while the normal illumination of W is ])roportional to 

cos 


EjdvSj cos 6 1 


But 


W 




whence the normal illumination of W becomes proportional to 

■p ju ^1^ EjrfSj 

’ ’-OPv 'W’ 

and the total illumination proportional to 

iTT-/'®'"-' 


or to a constant multiplied by the mean spherical candle-power (see 
equation 5.1 d). This result is not changed by any absorption of light as 
long as the coating is perfectly uniform. Neither is it affected by the fact 
that the light is reflected a number of times before it reaches the window, 
since this can only influence the constant of the sphere, which must be 
determined experimentally. 

The results derived here are correct as long as the surface diffuses the 
light uniformly and no foreign bodies are included. 

As regards the inclusion of foreign bodies. Professor Ulbricht has 
shown that the error caused by reflection of light from these bodies is 
negligible, as long as the sphere is made sufflciently large.* 

The following precautions must, however, be taken. No direct light 
should reach the window, and the calibration of the sphere, which is 
usually accomplished with a large incandescent electric lamp (say a 
200 watt metal filament lamp), must take place with the arc lamp 
already in position. We thus require three screens B and (see fig, 5.51 ) 
* See ES,Z., December 1910, p, 1296. 
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and a screen 6, which is employed to ])revent any bright parts of the lamp 
from reflecting light from the standardising lamp to the window W. 



Fig. 5.51. — Arrangements of Screens in Ulbricht’s Sphere. 


5.36. APPROXIMATE ERRORS. — The approximate errors caused by 
the screens have been evaluated by Ulbricht, and are given as follows * : — 
For spherical measurements, 


Error = 


80S-l()0Si 

Wtt 


per cent. 


5.17 


which is to be added to the result. 

For hemispherical determinations, 


Error—' 


5()S-]00Si 


RV 


per cent. 


5.18 


in which S = one-sided area of screen B in square centimetres, 

81= ,, ,, ,, ,, 

R = radius of sphere in centimetres. 

Tire screen B should not be larger than one-twentieth of the central 
cross-sectional area of the sphere and must screen off — 

(a) For measurements without globes : the whole source of light and 

the reflector. 

(b) For determinations with clear glass globes : the whole source, the 

reflector, and any image of the source. 

(c) For tests with diffusing globes : the whole globe. 

* See JU.T^Z., 1907, p. 777. 



l88 EbKCTKICAli rUOTOMKTKY AND ILDDMINATION. 


If the s<TPeii8 are (M)m])arativelv largf^, iln‘ errorn may be more 
aecurat(‘ly detenuiiied with the folloiviiig equations (see also 5.52) : - 


aild for lieonsj>lieri(*al tests 


1 «o)-5-5S,] 



in which a represents the absorption of the diffusing surface, 

Ib 



where is the candle-power of the arc lamp in tlie direction of the 
screen B, 



where Ic is the candle-power in o})posite directions to 1 b and 


in which Id is the candle-power of the lamp in the direction of Cj, and 
screened off by Bj. 1^, is the mean spherical candle-power of the lamp. 
Example. —Direct-current lamj) in clear glass globe. 




01 , 


Error (for spherical tests) =2'9 per cent. 

The screen B^ has usually an area equal to 0*8 of that of B, when, 
a(;cording to equation 5.17, the error is nil. 

All screens must, of course, possess white diffusing surfaces. 

For hemispherical tests, the test lamp must be placed in such a position 
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tliat only the lijj'lit of tlu* lower liomisplien' enters the globe, f'or tins 
purpose it is neeessarv to eove.r uj) ])art of the ^IoIm^ whicli lies above the 
radiant centre' of tin' arc, the radius of the black covering being Rj (aee 
fig, 5.5]). 

The radiant centre is found with a special grease-spot finder. The 
latter is illustrated in fig. 5.53, and consists of a blackened tube con- 
taining the grease-spot 0, the mirrors and Mg, and the ])risrn8 and 
Pg. By means of the mirrors the observer at O vi(*ws the upper and lower 
sides of (t simultaneously. The images are brought into juxta])osition 
by the prisms P, and Pg, when the lamp is at a distance of RjA/ 3 from the 
grease-spot. A slight variation of this distam‘,(‘. matters, however, little. 
The lam]) is then raised or lowered until the illuminations of the upper 



and lower surfaces of the screen are the same. The observer is now able 
to determine that point in the source of the light which coincides with 
the plane of G, and to this ])oint the globe must be raised so as to make the 
])lane of the section of the globe coincide with it. Only light of the lower 
hemisphere is then considered in the measurement; K is a screen to 
guard the eye against direct light. 

Care must be taken that all foreign light is carefully screened off G. 
This result is obtained by employing the arrangement of fig. 5.54 in which 
T is a large black tube and S a screen. 

Further experiments were carried out in order to determine the 
influence of the colour of the diffusing surface of the globe on the accuracy 
of the test results.* The results of these investigations show that, with 
proper care in carrying out the tests, a perfectly white surface is not 
essential as long as the surface shows uniformity. A few dark spots make 
little difference in the ultimate result ; but should, for instance, the lower 
half of the globe be darker than the upper one, the error is appreciable 
and a new coating is required. Care must also be taken that, if flame 
* See E.T.Z., 1910, p. 1295. 
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arcs are tested, the glo])e is sufficiently 



Ki( 5. 5.54. — Determination of the Radiant (Vi 
reflection. Tests were also carried c 


ventilated, as otherwise the light- 
absorbing gases affect the test 
result considerably. This is 
a very important ])oint, 
especially if the lamp is 
surrounded with a globe (and 
without globes the tests are of 
little importance), audit may 
be found that the candle- 
power of the lamj) varies 
considerably during a test if 
the ventilation is poor. It 
is impossible to obtain a 
surfa<‘e which diffuses the 
light perfectly, but the tests 
carried out by ITlbricht (see 
last footnote) show that the 
results are not much affected 
if the diffused reflection is 
somewhat mixed with regular 
at to determine the influence of 


an imperfectly diffusing window : they showed that the errors caused 

were within the range of 

observation errors, as long 
as direct light did not reach / 

the window. As regards \ 

the nature of the coating, \ 

satisfactory results are ob- 'I mmmmms | 

tained by coating the vessel I I 

first with a white oil paint, \ / 

serving as a basis, and then \ / 

with white zinc paint made y/ 

with lime-water, the latter 
acting as binding material. 

Such a coating can easily 

be washed off and renewed , i^^sa lilr 

Good results are also ob- i 

tained if the lime-water is f l i ff J 

replaced by unboiled milk. j q\ 

Sulphate of barium has also s.ss.ifcdified Ulbrichf s Sphere, 

been employed successfully. 

The nature of the glass used for the window is of importance. What- 
ever kind of milk glass is employed, care should be taken that it does not 
alter the colour of the light. 

A modified Ulbiicht’s sphere is illustrated in fig. 5.55, in which the 


Fia. 5.55. — Modified Ulbricht’s Sphere. 




PHOTOMETRIC APPARATHB. IQI 

letters h represent variable apertures, letters m o})al glasses. By these 
means the range of the instrument is greatly increased. The corn- 
})ari8on lamp L is ])laced in a small chamber on the right, both lields of 
view being compared by means of a Lummer-Brodlnin ])rism P through 
the eye- piece 0. 

For repetition work, and especially for the testing of large incan- 
descent lam])s, the modified sphere is extremely useful.* * * § 

5.37. CUBE INTEGRATING PHOTOMETER.- The sphere, especially 
when of large size, is an expensive article. T)r Sumpner expressed the 
view I that a jierfectly white cubical box would give sufficiently accurate 
results, which might replace the more expensive globe, which also 
requires some skill in its manufacture on account of its size. 

Since then elaborate tests have been carried out at the National 
Physical Laboratory, J and Dr Sumpner’s contention has been largely 
proved to be correct. A synopsis of the results of these tests is as 
follows : 

d''he c-ube gives quite accurate results with sources having similar 
distributions. 

For sources which differ much in their distributions, the necessary 
corrections for each particular cube can be determined experimentally, 
so that the apparatus can be made an instrument of precision just as a 
globe photometer. 

For further information the reader is referred to the original article. 

5.38. MISCELLANEOUS APPARATUS.- Candles per Watt Meter 
for Incandescent Lamps. — The central idea is the use of a wattmeter, 
which indicates the yiower consumed in the test lamp by means of the 
quantity of light allowed to fall on one side of a photometer. One side 
of the photometer is then illuminated in proportion to the watts con- 
sumed by the lamp, while the illumination on the other side is propor- 
tional to the candle-power of the lamp. This may be made clearer by 
referring to fig. 5.56.§ The ordinates represent illuminations on the 
photometer screen, the abscissae the voltages of the test lamp. The 
arrangement may be such that at a low voltage the illumination due to 
watts is greater than that due to candle-power. As the voltage of the 
test lamp is increased, both watts and candle-power increase, but the 
latter more rapidly than the former. At some voltage there will be a 
photometric balance. 

The equality point corresponds to a certain definite ratio of candle- 
power to watts. If the distance between test lamp and photometer is 
changed, the candle-power illumination is changed as shown by the 
curve CP', and the equality point is shifted to another voltage and 

* R. von Vos, Elekirotechnische Zeitschrifty No. 52, 1917. 

t Illuminating Engineer , May 1910, 

J Buckley, JJ.E.E., No. 297, vol. lix. p. 143. 

§ H. E. Ives, Electrical World, vol. lix. p. 1268, 1912. 
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eiiioieiK V. In the iuHtrinnent constructed, the illuinination proportional 
to watts was ohtaiiu'd hy liaving a vane fastened to a wattmeter needle 
which swuTig ov(‘r an illuminated milk glass, perforated by a pro[)erly 



VOl-TAGC 

Pig. 5.56. — Candle per Watt Determinations. 


calibrated opening. The light from this milk glass was admitted to 
one side of the photometer, constituting the illumination proportional 
to watts. The light from the test lamp fell directly upon the other aide 
of the photometer. 

A great advantage of this instrument is its entire independence of 



Fig. 5,57. — Candle jier Watt Meter (Everett, Edgcumbe & Co.). 


the land of lamp or filament under test. Carbon or tungsten lamps may 
be measured with the same setting of the instrument. 

Another candle per watt meter, made by Everett, Edgcumbe & Co., 
is illustrated in fig. 5.57.* 

It consists of a portable photometer bench with wattmeter complete, 
Paulus, Ekktrotechnische Zeitschnft, 1908, p. 106, 
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the photometer being fixed, while the test lamp may be moved along 
over a scale divided in candles. The operation is as follows - 

A standard lamp of known candle-power is placed in the socket of 
the test lamp and placed over the scale division corresponding to its 
candle-power. The comparison lamp is then moved until equality of 
the fields of view is obtained on the fixed photometer. The standard 
lamp is then replaced by the test lamp, and the latter is moved until 
another balance is obtained. Under the ])osition of the test lamp its 
proper candle-power is then read. 

Let 1^., Jj., and I^. be the intensities of standard, comparison, and test 
lamps respectively, h the distance of the standard, a that of the com- 
parison, and X that of the test lamps, from the photometer, then 



For a second test lam]) 


when 

/ ^ \2 

I ( — I 

^ x'J 


5.22 


This determines the division of the scale of the photometer bench* 
Further 


K 


y. 


:E 


5.23 


which shows that the illumination of the photometer is constant and 
depends only on the choice of two corresponding values and x\ 

In order to read on the w^attrneter not only the power absorbed by 
the test lamp, but also the specific consumption in watts per candle, it is 
necessary that, with the movement of the test lamp which is required to 
obtain a photometric balance, the resistance R of the thin wire or volt 
coil of the wattmeter is so altered that the deflection of the instrument 
is directly proportional to the watts per candle. Let this change in the 
resistance be y, the unit of the power P indicated on the instrument be 
m, that of the specific power jp be n divisions, then we have 


P =— , and as la, — 

• « 






5.24 


If now the specific consumption is to be registered, R must be altered to 
R+y, the relationship between the two being given by 

np R 


13 
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whence 

Ex2-l) .... 5.25 

For a second test lamp 

whence 

. . . . 5.26 

which determines the construction of the additional resistance and which 
says that for equal intervals of the intensities the differences in the 
auxiliary resistance are equal. The sign of y depends on the choice of 

'Hi 

the ratio—. For = '>?=20, and — 1^-20, which says that 

the wattmeter reads simultaneously the power and specific consumption. 
For lamps less than 20 candles y is negative, for larger ones, positive; 
?.c. R is increased. 

The instrument complete is a rectangular closed box weighing 
15 kilograms and having a length of 148 centimetres when opened out 
for use, 74 when closed, being liinged in the middle. Its height is 27 
and its width 23 centimetres. The left-hand side contains the watt- 
meter, photometer head, and comparison lamp, the right-hand box the 
auxiliary resistance and test lamp. The instrument is completely closed 
and may be used in daylight. 
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TESTING OF ELECTRIC LAMPS AND ILLUMINATION. 

6.01. LUMINOUS FLUX.“-The quality of an illuminant is judged by its 
efficiency, the colour of its light, the size of unit, the distribution of the 
luminous flux, the glare 6t absence of glare, the steadiness of light, the 
cost of maintenance, and the characteristic of the electric circ.uit required 
for operation. First and foremost is the efficiency. 

In order to be able to deterniine the efficiency of any illuminant, we 
must know the luminous flux which it produces. Direct-reading luminous 
flux meters have not yet been discovered, but some day a specially 
constructed invstrument may appear which, in one way or another, will 
allow the luminous flux to be measured directly. At present it is 
necessary to find first the mean spherical candle-power (M.S.C.P.) and 
multiply this figure with 47r== 12-57. 

6.02. SYMMETRICAL LIGHTS.— Rousseau Curve.— If we surround 
the source by an imaginary hollow sphere with the source as centre, and 
find that the illumination is of equal intensity as far as points on the same 
latitude are concerned, we call the light symmetrical. For a source of 
this nature we can find the M.S.C.P. by plotting first the polar curve, and 
from this the Rousseau curve. The mean ordinate of the latter gives 
the M.S.C.P. 

The polar curve is obtained by determining the intensities of a 
symmetrical source along a meridian of the imaginary hollow sphere. 
Fig. 6.01 shows such a curve for a tungsten lamp. Curves of this nature 
are, however, misleading as regards the total flux, since their areas do not 
determine its magnitude. For instance, if we have two curves of similar 
shapes, but of which the first one has radii e(^ual to half of those of the 
second curve, then the area of* the latter is four times that of the former, 
whereas the candle-power is only double. 

Again, if we consider two polar curves as shown in fig. 6.02, which are 
identical in shape and size except that the one is more inclined to the 
vertical axis than the other, we might expect the same intensity in both 
cases, but in reality this is not so. Curve 2 has a horizontal axis, con- 
sequently the intensity deals with an area of the circumference 2RTr, 
whereas for an inclination 8 the area is only of the circumference 2R7r sin 0 , 

. . ^95 
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Hence the lamp with the horizontal polar curve will give a greater flux 


B 



Fig. 6.02. — Polar Curves of Different Inclinations. 


than the other lamp* This is strikingly illustrated when the Rousseau 
curve is drawn, the construction of which is as follows : — 
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Draw a suitable semicircle, and through each point in which the radii 
intersect the semicircle draw horizontal lines ; then plot along these from 
A B the corresponding lengths of the radii, as cut off by the polar curve. 
The new curve thus obtained is the Rousseau curve (see also fig. 6.01). 
The proof of this has already been given under Matthew's integrator, 
where we found that 

1^ = 1 ["1 sin edo. 

J 0 

But the area of the Rousseau curve is 

rTi 8in0dO ; 

J 0 

so that the is found by dividing this area by 2R, i.e. by the 

diameter of the semicircle, and the total luminous flux (^~4TrTo. 

It is, however, not even necessary to draw the Rousseau curve. 
Suppose we plot the polar curves by taking measurements under the 
angles of 0, 15, and 30 degrees, etc., against the horizontal and imagine 
the Rousseau curve drawn as before, but the various points joined by 
straight lines. The area of the curve may then be considered to consist 
of a number of trapezia, the area of which may easily be calculated. 
For symmetrical glow lamps it will be sufficient to take measurements 
under angles 0, 3<1, 60, and 90 degrees. The area between the ordinates 
(of the imaginary Rousseau curve) for the angles 15 and 45 degrees is 
very nearly equal to the intensity at 30 degrees multiplied by (sin 45 
degrees -sin 15 degrees). If the length of line A B (fig. 6.01) is to be 
unity, we must multiply by the factor J. In tliis manner we obtain for 
all areas * — 

Intensity at Intensity at 

r90° X J(8in 90° -sin 75°) =90° x 0-017 
Above horizontal J 60° x J(8in 75° — sin 45°) = 60° x 0-1295 
130° X J(8in 45° -sin 15°) -30° x 0-224 
Horizontal 0° x J(8in 15° + 8in 15°) = 0° x 0-259 

r30°x J(8in45° sin 15°) =30° x 0-224 
Below horizontals 60° x ^(sin 75° —sin 45°) = 60° x 0-1295 
190° X J(8in 90° - sin 75°) =90° x 0-017 


Sum 1-000 


The sum gives the mean spherical candle-power. 

For 90 degrees we should really measure the intensity under 82-5 
degrees, but as these sections influence the result but little, measure- 
ments under the above given angles are usually sufficient. 

For the polar curve of fig. 6.06 the measurements were as follows : — 


* L. W* Wild, Electrician, 29th September 1905, p. 936. 
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r^90' ” 

22 

22x0-017 

- 0-4 

Above horizontals leo^^ 

117 

117x0-1295 

-15-1 

ll30o = 

176 

176x0-224 

= 39-4 

Horizontal Iqo = 

198 

198x0-259 

-51-3 


180 

180x0-224 

-40-3 

Below horizontals Ieoo== 

128 

128x0-1295 

-16-6 

Ll9oo = 

48 

48x0-017 

- 0-8 



M.S.C.P. 

-163-! 


This result differs little from the one obtained by Kennelly’s method, 
and the difference will probably be due to draughtsmanship. 

The accuracy of this measurement may be improved by taking 
measurements under 0, 15, 30 degrees, etc., employing then the corre- 
sponding factors. 

6.03. MEAN HEMISPHERICAL CANDLE-POWER (M.H.S.C.P.). - 

The spherical distribution of an incandescent lamp may be converted 

into a hemispherical one by 
supplying the lamp with a 
suitable shade. This is fre- 
quently done in street lighting. 
The M.H.S.C.P. is found in 
exactly the same way as the 
spherical, except that we plot 
the low^er half of the polar and 
the corresponding part of the 
Kousseau curves only. The 
area of the latter, divided by 
R, then gives the M.H.S.C.P. 
Where light is reflected from ceilings, directly or indirectly, the term 
M.H.S.C.P. is misleading and gives no true indication of the quantity 
of the flux emitted. 

The construction of the Rousseau curve has the disadvantage that its 
area has to be estimated, either with a planimeter or in some other way. 
It has, however, been shown under Matthew’s integrator that the deter- 
mination of and can be accomplished by measuring the lengths 
I sin 6, We divide the polar curve into a number of parts, as shown in 
fig. 6.03, and project the points ag? <^^3, etc., on to the horizontal, then 
the mean hemispherical candle-power is expressed by 

Io=|;i:Oa' .... 6.01 

where n is the number of divisions. 



TESTING OP ELECTRIC LAMPS AND ILLUMINATION, I99 

This holds also for spherical measurements, except that the construc- 
tion is made for both the hemispheres. 

6.04. BLOCH’S METHOD.—This requires no planirneter and is as 
follows': — 

After plotting the polar curve, we draw a quadrant with a radius 
unity (say, 1 decimetre). For each angle 6 we obtain then on the vertical 
the corresponding cosine 6 if we project the point of the intersection of 
each ray with the quadrant upon the vertical, since the triangle is a 
right-angled one. For instance, 0 B = co8 0, since the radius R is unity 
(see fig. 6.04). If, moreover, we divide 0 A into ten parts, then each part 
is equal to 0-l=A(co8 6). To each middle point of these divisions 

CANDLES 
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330 1265 
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280 685 
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Fig. 6.04. — Determination of M.H.S.C.P. 



correspond the various luminous intensities as seen from the polar curve. 
If now we multiply A(cos 0) by I, we get 

IA(cos 0) = 1 xO-1 

for each of the ten sections. By adding up the resulting values from 
below upwards, we get 

SlA(cos 0). 

Previously we found that 

M.S.C.P. = I, = iri sin (9(^0 
0 

= Id (cos 0) 

n 

If therefore we make this construction for both hemispheres of the 
polar curves and take the mean result, we have the M.S.C.P. 
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The mean hemisjAerical intensity is expressed by 

I^ = 2IAcos0, .... 6.03 

0 

found for the lower hemisphere only. 

Weinbeer * has constructed a special slide rule for these determina- 
tions, based on the previous considerations, with trigonometrical instead 
of exponential functions (see fig. 6.05). 

He determines the intensities under the following angles : 85 degrees, 
75 degrees, 65 degrees, down to 5 degrees against the vertical, and then 
adds the quantities IA(cos 6) for the zones lying between these, i.e. from 



Fio. 6.05. — Weinbeer’s Slide Kule for Sjihoncal Detennmaiionft. 


90 to 80 degrees, 80 to 70 degrees, etc., for wliich A(cos 6) is expressed in 
the following table : - 


Table 6.01.— Cosines. 

A(cos Oi) ^ (cos 80”-cos 90^) == 0-173(5 
A(co 8 04 -- (cos 70^ - cos 80°) - 0-1684 
A(cos 04 - (cos 60° --cos 70°) - 0-1580 
A(co 8 04 = (cos 50°-cos 60°) - 0-1428 
A(co 8 04 - (cos 40°--co8 50°) - 0-1232 
A(cos 04 == (cos 30°- cos 40°) = 0-1000 
A(co 8 07 ) — (cos 20°-“Coh 30°) - 0-0737 
A(c08 08l = (cos 10° -cos 20°) - 0-0451 
A(co 8 09 ) — (cos 0°- COS 10°) — 0-0152 


which sums up to unity. 

The rule possesses two fixed scales, each divided into 10 (or 100) 
divisions, but the lower one is reduced in the ratio 0-1736 to 1. In addi- 
tion to these there are 9 movable rules, of which the first has no scale; 
the second one, the same scale as the upper fixed one but reduced in the 
ratio 0-0152 to 1 ; the third one, a similar scale reduced in the ratio 
0-0451 to 1, and so on. To find the M.H.S.C.P., we proceed as follows : 
Place the zero of the lowest movable scale (85) opposite the value of Igs® 
on the scale below it ; the zero of the second movable scale (from below, 
marked 75) opposite the value of on the lowest movable scale ; the zero 
of the third movable scale from below opposite the value of Iggo on scale 
* The Illuminating Engineer, 1908, p. 559. 
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(75), and so on, until eventually the last movable scale shows on the upper 
fixed scale the result. 

For spherical measurements the determination is repeated for the 
upper half, and the mean of the two results is taken. 

The method illustrated in fig. 6.04 possesses the advantage that it 
gives us the flux for any region below the horizontal. Take, for instance, 
any angle 6, then if we project the point of intersection P of the ray OP 
with the quadrant upon the curve on the left in fig. 6.04, which represents 
the values tabulated on the right, we cut off the value 

re 

I Id(cos0)— 

J 0 

which, when multiplied by will give us the flux. If we multiply the 
ordinates by 2?? and ])lot a new curve or alter the scale, we obtain this 
value directly. The figure also indicat<‘s a method for finding the average 
illumination, as given by a single lam]), for any given circular area lying 
within a given angular region 20, viz. 


ld{coti 0) 

. 6.04 

n J 0 


... 

. 6.05 

t ... . 

. 6.05a 




In ElecklrotecJinilc und Maschwenhau^ 11th August 1918, Gerhardt 
describes a method for showing graphically the total light-flux from a 
lamp in the form of a curve giving an approximate representation of the 
polar distribution. The flux within a cone of total apex angle a is 
27rl^(l —cos a), where is the mean intensity over the cone. Now the 
area of a sector of a circle of apex angle nf is where R is the 

radius of the circle. Hence if a polar diagram be drawn in which at an 
angle rj given by rj=90{] —cos a) the radius vector R is given by R — 2 Vl„, 
the area of the polar diagram is proportional to the total flux from 
the lamp, and the diagram exhibits the polar distribution to the extent 
that a/9() approximates to (1 - -cos a).* 

6.05. KENNELLY’S METHOD.t— Let 0" A H B 0' represent the 
polar curve of a tungsten lamp, assumed to^ be symmetrical, with the 
horizontal candle-power 0 H. Divide the whole curve into regions of 
30 degrees and determine the mid-radii of these zones, the radii thus being 
under angles of 75, 45, and 15 degrees. They are indicated by rays ot^ os^ 
or, or', os', oi'. Describe now in the upper hemisphere a circle with 
radius or round 0, from h to a, draw ray 0-30 degrees —a and make (from 
a) ah ^ 08 , Next describe round h as centre with radius os an arc through 

♦ Science Abstracla, B, vol. xxi., i)t, 10, p. 384. 
t Electrical World, vol. li,> 1908, p. 645. 
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the second 30-degree zone thus that h—c forms with the horizontal an 
angle of 60 degrees. On he plot from c the mean radius ot of the third 
zone, -=^cd, and about d as centre with ot as radius an arc ce until de makes 
an angle of 90 degrees ( = 3x30) with the horizontal. In a similar 



manner we proceed in the lower hemisphere until the whole curve 
ecarhr' a' c' e' is completed. In H erect a perpendicular Q Q' upon 
0 H and project thereupon points e and e', giving Q and Q' respectively, 
when |Q Q' = 163 is the mean spherical candle-power, H Q=:159 the 
upper and H Q' = I67 the lower mean hemispherical candle-powers. 
The luminous flux in any region may also be found, for instance, in the 
zone Aoa by multiplying/^ in candles by 27r. 

The smaller the zones into which the curve is divided, the greater is 
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the accuracy. On the whole, zones of 20 degrees give sufficiently 
accurate results unless the polar curve is greatly distorted. The proof 
will be found in the original article. 

The connections when testing incandescent lamps are usually made 
according to fig. 6.07, the voltage being best regulated by means of a volt 
slide. 

6.06. RUSSELL^S METHOD.* — This depends on the selection of rays 
at certain specified angles, experiments having determined that the 
integral effect of these gives a measure of the total flux. The vertical 
diameter of a circle is divided into ten equal parts, and from the middle 
point of each part horizontal lines arc drawn until they intersect at the 
circle. The points of intersection are then joined to the centre of the 
circle, and under the angles o^ these lines we determine the intensities of 
the la 1112 ) 8 . The mean spherical candle-])ower is given by the mean 



result of all ten determinations, the mean hemisiffierical candle-])ower 
by the mean of the lower five determinations only. The work may be 
facilitated by placing mirrors at these angles, all of which direct the light 
to the j)hotometer so that the action is that of an integrator similar to 
Matthew’s. 

6.07. UNSYMMETRICAL FLAME ARC LAMPS.— Dr Bloch’s Method. 

— When the lamp is unsymmctrical we must rotate the lamp and plot 
the polar curve and the resulting Rousseau curve, as Drysdale has 
suggested. When this cannot be done we must either make a large 
number of determinations in all directions, or employ Dr Bloch’s method, 
which is as follows : First plot the polar curve along any meridian and 
then make three additional measurements under the angles of 90, 180, 
and 270 degrees against the^ meridian in each of two latitudes, one of 
which coincides with the equator or lies 10 degrees below it, and one of 
which lies 45 degrees lower down. Next divide the mean value of these 
four intensities as found on each latitude by the mean value along the 
meridian, which gives us two factors, of which we again take the mean, 
and with this we multiply the mean value along the meridian, the result 
being the M.H.S.C.P. 


* vol. xxKii. 1). 631. 
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All these methods are laborious 



6.08. — l)i Bloch’s Method for determin- 
ing the M.H.S.CM^ of Unsyminetncal 
Aic Lamps. (Inclined (^irbons.) 


consequently expensive, especially 
where lamps have to be tested 
in large ilumbers. Moreover, 
the accuracy attainable is by 
no means great, since the light 
QQ. of an arc is never steady on 
account of the burning away 
of the carbon and the conse- 
quent feeding of the lamp and 
the travelling of the arc from 
one side to another. Ulbrichfc’s 
globe photometer is therefore 
to be preferred, and when 
lamps of similar type and 
size are to be tested, a simple 
calibration suffices. 


USE OF ULBRICHT’S INTEGRATOR.— The calibration of Ulbricht’s 


sphere, which has already been indicated under photometric apparatus, 
may be summaTised as follows : — 

Suspend the lamp to t)e tested conveniently near the centre of the 
sphere and the glow lamp with known spherical candle-power in any 
convenient position, behind screens as shown in fig. 5.52. Compare the 
intensity of the window of the sphere, due to J^, with a comparison 
lamp of intensity C, then for a photometric balance 


c ' 


W 


or I„ 


w 


i, 

K’ 


where L, and L 2 arc the distances of the comparison lamp and window 
from the photometer respectively, and K is a constant. 

Next switch off I„ and switch in the test lamp 1'^, when the intensity 
of the window is I„ 2 , and we have 


whence 


and 


I -pLa-Lo 

K ’ 


T' =1=1 v =- V L 

<i — 47rl' . 


Example . — The M.S.C.P. of a gas- filled lamp is to be determined. 
The lamp absorbs 4-9 amperes at 220 volts, or 1075 watts. The mean 
spherical candle-power of a symmetrical tungsten lamp was found to 
be 163. In the test 


Li=160, L2=:170, L\=76, and L'2=244, 


r,=1285 M.S.C.P., 


whence 
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and the specific consumption is 


1075 

1285 


=0*835 w.p. M.S.C.P. 


^-47rl'^ = 47rx 1285 = 16150. 

The mean horizontal candle-power of this lamp was 1585, so that the 

reduction factor is |^^=0*81. This factor varies a good deal with the 
1585 

arrangement of the filament. 

Carbon lamp 0-86 (average). 

Tungsten lamp 0-82 (average). 


For gas- filled lamps the following data are given * 


Table 6.02. — Data on Incandescent Lamps. 

DATA ON NEW MAZDA LAMPS FOR 110- VOLT (NOMINAL) CIRCUITS. 
Rated Life of Lamp, 1000 Hours. 


Watts. 

Watt 

per 

O.-P.* 

per 

Watt. 

c.-r.« 

Si)heiioal 

Reduction 

Factor. 

Mean 
Spheueal 
C.-T*. pel 
Watt. 

'Petal 

iAiineiib. 

stylo 

Biilb. 

Maximum 

I Mamet or 
Bulb. 
(In.) 

Length 

overall. 

(In.) 

1000 

0 55 

1-82 

1820 

0-83 

1-51 

19,000 

S-52 


13| 

750 

060 

1-67 

1250 

0-83 

1-38 

13,000 

S-46 

5i 

13 

500 

0-70 

1-43 

715 

0-83 

119 

7,440 

S-40 

5 

10 

400 

0-75 

1-33 

530 

0*83 

1 11 1 

5,560 

S-40 

5 

10 

t300 

0*78 

1-28 

385 

0-83 

1 06 1 

i 4,000 

8-35 

4i 

1 H 

t200 

0-80 

1-25 

250 

0-83 

1*04 

j 2,600 

S-30 

3i 

n 


* Mean horizontal candle-power, 
f Medium screw base. 

DATA ON MAZDA SERIES LAMPS FOR 6-6 AMPERES.f 
Rated Life of Lamp, 1350 Hours. 


Mean 

riori/iontal 

O.-P. 

Average 

Volts. 

Watts 

per 

O.-P.* 

C.-P.« 

per 

Watt. 

Watts. 

Spherical 

Reduction 

Factor. 

Mean 
Spherical 
C.-P. per 
Watt. 

Total 

Lumens. 

Style 

Bulb. 

Maximum 

Diameter 

Bulb. 

(In.) 

Length 

overaU. 

(In.) 

600 

55-5 

0*61 

1-64 

366 

0-80 

1*31 

7060 

s-40 

5 

10 

400 

37 0 

0-61 

1-64 

244 

0-80 

1*31 

4020 

S-40 

6 

10 

250 

23*9 

0*63 

1*69 

157 

0*80 

1*27 

2520 

S-35 


9i 

100 

9*8 

0-65 

L54 

65 

0-76 

M7 

956 

S-24i 

SiSr 


80 

80 

0-66 

1*61 

53 

0*76 

116 

703 

;S-24i 

3ir 

7i 

60 

61 

0*67 

1*49 

40 

0-76 

M3 

574 

,S-24i 

3* 

7i 


♦ Mean horizontal candle-power, 
f Lamps are also made for 7-5, 5*5, and 4 amperes. 


* General EUctric Review, May 1915, p. 377. 
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Table 6 . 02 . —Data on Incandescent Lamps— 

DATA ON SERIES LAMPS FOR USE WITH COMPENSATORS ON A-C. 

SERIES CIRCUITS. 

Rated Life of Lamp, 1300 Hours, 


Mean 

norizontal 

O.-P. 

Average 

Volts. 

Watts 

per 

o.-p.-* 

C.-P.* 

per 

Watt. 

Watts. 

Spherical 

Beduction 

Factor. 

Mean 
Spherical 
O.-P. per 
Watt. 

Total 

Lumen*?. 

style 

Bulb. 

Maximum 

Diameter 

Bulb. 

(In.) 

Length 

overall, 

(In.) 

1000 

250 

0*5 

200 

500 

0*78 

L56 

9800 

S-40 

5 

12i 

600 

150 

0-5 

2 00 

300 

0-78 

1-56 

6800 

S-40 

5 

12i 

400 

14 4 

0-54 

1*85 

216 

0-78 

L44 

3920 

S-40 

5 

12i 


* Mean horizontal candle-power. 

Current at lamp for 1000 and 600 candle-power, 20 ampt‘res ; 400 candle-power, 
15 am|)eres. 

Com|xmsators arc wound for 6 6- and 7-5-amjx're circuits. 


DATA ON PEAR-SHAPE TYPE 220 250 VOLT MULTIPLE LAMPS. 


Watts. 

Watts jier 
Spheiical (^andle. 

Spherical Candles 
]X‘r Watt. 

Lumens 
]>er Watt. 

Total 

Lumens. 

Reduction 

Factor 

200 

100 

100 

12-57 

2,514 

0-80 1-10 

300 

0-92 : 

109 

13-66 

4,100 

0-80-0-90 

400 

0-90 

Ml 

13-97 

5,590 

0-80 0-90 

500 

0-85 

M8 

14-79 

7,395 

0-80-0-90 

750 

0-82 

L22 

15-33 

11,500 

0-80-0-90 

1000 

0-78 

1-28 

16-12 

16,120 

0-80-0-90 


DATA ON STRAIGHT-STDE TYPE TUNGSTEN (VACUUM) LAMPS 
ARE AS FOLLOWS:— 

105-125 Volt Multiple Tyjie. 


Watts. 

Watts ))er 
Spherical Candle. 

Spherical Candles 
l^er Watt. 

Lumens 
per Watt. 

Total 

Lumens. 

Reduction 

Factor. 

10 

1-67 

0*00 

7-54 

75 

0*78 

15 

1-47 

0-68 

8-52 

128 

0-78 

20 

1-41 

0*71 

8*91 

178 

0-78 

25 

1-35 

0*74 

9*34 

234 

0-78 

40 

1-32 

0*76 

9-62 

381 

0-78 

60 

1-28 

0*78 

9*80 

588 

0-78 

100 

1-22 

0*82 I 

10*32 

1032 

0*78 


220-260 Volt Multiple 

s Type. 



25 

1-52 

0*66 

; 8*27 

1 207 

1 0*79 

40 

1-42 

0*71 

i 8*86 

1 364 

0-79 

60 

1*39 

0*72 

9*02 

541 

0*79 

lOD 

1-27 

0*79 

9*93 

993 

0*79 

150 

1-27 

0*79 

9*93 

1490 

0*79 

200 

1*20 

0*83 

10*45 

2613 

0*79 
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TESTING OF GAS-FILLED LAMPS.—This lamp shows a peculiar 
behaviour when rotated. This has been fully investigated by Middle- 
kaufE and Skogland.* In their summary on the tests they make the 
following remarks : — 

On account of the comparative broadness of the filament spiral and 
the dissymmetry of the filament mounting, there is considerable irregu- 
larity in the distribution of the light about the vertical axis, (-on- 
sequently, when the lamp is rotated, as is commonly done in rating lamps 
at the factory, the light as seen in the photometer flickers so excessively 
as to render accurate measurements of candle-power practically impos- 
sible without the use of auxiliary apparatus. However, as is sometimes 
done, if two mirrors inclined to each other be placed back of the lamp,f 
the flickering is so much reduced as to pe«niit accurate candle-power 
measurements even at very low speeds of rotation.' 

But this expedient does not eliminate the most serious trouble caused 
by rotation. It was found that at constant voltage both the current 
consumed and the candle power are difierent when the lamp is rotating 
from that when it is stationary, the current changing in one direction 
and the candle-power always in the opposite direction ; that is, there is a 
change in the operating efliciency of the lamp. Furthermore, this c.hange 
in efliciency may be either })08itive or negative, depending upon the 
speed, and it is about twice as great when the lamp is rotating tip up as 
when it is rotating tip down. 

Fortunately, from the standpoint of photometry, there is for each 
lamp in either position a particular speed at which the current and the 
candle-power have the same values, respectively, as when the lamp is 
stationary. Hence, with the lamp rotating at this speed its candle- 
power can be measured with accuracy in spite of its rotation. The speed 
for the above condition is practically the same for all lamps having the 
same number of loops in the filament; but for lamps having different 
forms of filament mounting it varies from lamp to lamp, being greatest 
for those having the smallest number of loops in the filament. 

If the above precaution as to speed adjustment is not observed and 
lamps are rated while rotating at speeds ordinarily used in testing vacuum 
lamps, the errors which enter may amount to as much as 1 to 2 per cent, 
in current, or watts, in one direction, and as much as 15 to 20 per cent, 
in candle-power in the opposite direction. Hence, the voltage found for 
a desired operating efliciency may be so much iii error as to give a lamp 
on test at this rated voltage a fictitious life value three or four times as 
large as the lamp would give if it were operated stationary at a voltage 
corresponding to that eflicieiicy which during the rating was only 
apparent. That is, the lamp may be given credit for a much longer life 
than it really deserves. On the other hand, the speed may be such as to 

♦ Bureau of Standards, Bulletin No. 264, 1916. 
t Paragraph 6,08. 
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cause errors in the opposite direction resulting in a lamp life much 
shorter than would be expected from the apparent efficiency rating. 

Another pecidiarity of the gas- filled lamp is that while it burns the 
blackening occurs, not all over the bulb in approximate proportion to 
the light distribution as in the vacuum lamp, but principally at the top 
of the bulb, because the volatilised material is carried upward by the gas. 
Hence, in making a life test a true measure of the reduction in total light 
during the life of the lamp cannot be obtained, in the usual manner, by 
mean horizontal candle-power measurements, but by determinations 
of the total flux or mean spherical candle-power. This is accomplished 
most rapidly and conveniently by means of an integrating photometer, 
such as the IJlbricht sphere, in whieffi the lamp is measured stationary, 
and thus all the complications arising from rotation are entirely avoided. 

As to the cause of the variations observed in candle-power and 
efficiency when the lamp is rotated, it is concluded from the results of a 
number of special tests that the whole efiect is produced by a change in 
the convection currents of the gas, a consequent variation in the tem- 
perature distribution in the bulb, resulting in a change in the resistance, 
and therefore a variation in the current and the candle-power of the 
lamp. 

The lamps tested in this manner were chiefly of the heavy type, 
200 watts and more. Even when stationary, both current and candle- 
power have higher values when the lamp is mounted tip up than when it 
is mounted tip down. The experiments prove conclusively that in the 
testing of these lamps the conditions should be similar to those under 
which the lamp is to burn afterwards. 

6 . 08 . MEAN HORIZONTAL CANDLES.-The mean horizontal 
candle-power is obtained by placing the lamp in a universal joint and 
testing it under different angles in a horizontal plane, taking finally the 
mean results of tests through 360 degrees. It can be acliieved with one 
measurement if the lamp be rotated. The best speed is about 180 to 230 
revolutions per minute. If the speed is too slow, results are unreliable, 
since a flickering takes place ; and if it is too high, the filament expands 
by centrifugal force, and for long suspensions may extend to the wall of 
the globe. This causes a new distribution ; moreover, brittle filaments 
are liable to break. 

Another method frequently employed for determining the mean 
horizontal candle-power consists in the arrangement of two mirrors at the 
back of the test lamp, 9 centimetres away from the axis of the lamp and 
forming an angle of 120 degrees. The lamp with which the test lamp 
is compared should be one of the same type and size, carefully aged by 
burning it for 50 to LOO hours. An actual calibration is not required. 
Equality of the fields of view is now obtained, the distances from the 
photometer screens to the lamps being and L 2 respectively (see fig. 
6.09). Next we replace by another lamp, the mean horizontal candle- 
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power Ijj of which is accurately known, and obtain equality of the fields of 
view by adjusting the distance of this lamp from the photometer screen 



Fig. 6-09, — Testing Lamps for Mean Horizontal Candl(\s. 


to L\, without, however, altering the distance Lg. The mean horizontal 
candle-power of the first lamp is then given by 

T f 

IiH — InX-p-^ • fi.06 

This substitution method of testing is greatly favoured at present. 

Testing in this manner makes it unnecessary to take into account the 
absorption of light by mirrors. The method gives sufficiently accurate 
results as long as the lamps which are com])ared are of exactly the same 
type and differ little in size. It would be useless to test in tliis manner a 



Fig. 6.10. — Horizontal Distribution of 
a Carbon Filament I^amp. 


Fi }. 6.11. — Horizontal Distributions of 
Metal Filament Lamps. 


lamp with a straight filament against one with a loop in it, or a carbon 
lamp against one having a metal filament of different shape. For lamps 
of similar type, candle-power, and distribution, the method is to be recom- 
mended on account of its simplicity and the rapidity with which measure- 
ments can be carried out. , 

As will be seen from fig. 6.11, the horizontal distribution of tantalum 
and osmium lamps are practically circles, and we make on the whole little 
of an error by assuming this to be the case for all lamps whose filaments 
are arranged around an imaginary cylinder. The peaks in the distribu- 
tion of the carbon lamp are due to images of the filament in the glass. 

6.09. INITIAL RATING.— After the lamps have been finished in the 
factory they are brought into the test-room, where they are rated for 

H 
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candle-power and consumption. Work of this nature is usually performed 
by girls, of whom one manipulates the photometer, another notes the con- 
sumption, and a third inserts 



Fio. H 12.- 


-Targpt Diagram foi a 10 Daiidlt'- 
Powor (^aibon Lamp. 


the lamps. The lamps are 
tested for mean horizontal 
candle-power, the determina- 
tion taking place either by 
means of the method illus- 
trated in fig. 6.09, or by re- 
volving the lam]) in a holder 
such as is shown in fig. 5.40. 
With a direct-reading scale, a 
largo number of lamps can 
he dealt with in a short tune, 
as the testing of a lamp does 
not exceed half a minute. 
All lani])S, the consumption 
and candle-])Ower of which 
at a constant normal voltage 
lie outside prescribed limits, are placed separately. If the values of 
the candle-power-watts are plotted according to fig. 6.12, we get the 
so-called target or shot-gun diagram. Fig. 6.12 holds for a normal 16 
candle-])ower 3*25 watt per candle carbon lamj). All the lamps outside 
the rectangle or target 
are unsuitable for the 
given voltage, and should 
be re-sorted for other 
voltages so as to bring 
them within the target. 

A target diagram for 
tungsten lamps is shown 
in fi.g. 6.13. 

A more accurate sort- 
ing of lamps is as follows; 

We plot the candle- 
power-volts, and specific 
consumption-volt curves 
as shown for a tungsten 


43| 


37t 

46 


48 




53 WATTS 


Fi«. 6.13.— Target Diagram for a 50-watt 
Tungsten Lamp. 


lamp in fig. 6.14. This may be facilitated with the aid of Table 2.06, 
from which we get 

V 

^ ""ya-26 • 

The exponents in these equations do not vary with the size of the lamps 
(or very little), so that the constants may be found by a single test. 
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In the example the value of the constant C is 245,000. Suppose, then, 
that we are given a batch of lamps to sort, the lamps being nominally for 
thirty candles at 220 volts and absorbing 1-25 watts per candle. We 
know that the correct voltage will be somewhere between 200 and 240, 
hence we test all lamps for 220 volts. The standard lamp should be 
conveniently of the same voltage and type, so that both lamps may be 
regulated simultaneously. Assume now that in the test one lamp absorbs 
42 watts at 220 volts and gives 39 candles, thus 1*08 watts per candle. 
We require, however, a lamp using 1*25 watts per candle, i.e. we must find 
1-25 

an ordinate which is — ^ or 1*158 times larger than the correct ordinate 
l*0o 

in the figure. This ordinate is indicated by point P; the corresponding 
abscissa gives the correct voltage equal to 203. To find the candle- i)ower 



of the lamp, we divide the candle-power ordinate corresponding to 203 
volts by the ordinate for 220 volts and multiply the ratio by 39. We 
21 

have I = — x39-=27-4 candles. The method is both accurate and rapid 
oU 

when the experimentalist has become used to it. 

Another method of rating lamps consists in the employment of a 
candles per watt meter. The photometer is set for a given normal 
specific consumption, say 1*25 watts per candle, and the voltage of the 
lamp under test is altered until a photometric balance is obtained. If 
the actual voltage differs from the normal by more than a certain value 
the lamp is unsuitable for that voltage. The voltage for which the lamp 
is suitable is now, of course, also known. 

At the Bureau of Sta^ndards * the system of rating lamps has been 
greatly developed in order to facilitate the work. Special computers, 
operating on the principle of the slide rule and consisting of ampere- and 
watts per candle scales, are added. There is also a recording device for 
stamping the results on cards. By means of resistances in the circuit of 
the comparison lamp, which consists of a 100-watt tungsten lamp placed 
in a mirror-backed box illuminating a ground glass whose area is altered 
* Bureau of Standards, BvUetin No. 266, 1916. 
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with a variable aperture screen, the colour of carbon lamps may also be 
obtained, so that all photometric balances occur at a colour match. For 
a detailed description the reader is referred to the original article. 

6.10. LIFE TESTS. — All incandescent lamps age, i.e, their candle- 
power decreases with age except during the first fifty or a hundred 
hours. During this time the filament is not yet stable in its electrical 
characteristics. 

Ageing is due to vaporisation of the fi^lament. When the intensity 
has been reduced to 80 per cent., the lamp is usually considered useless. 
The interval is called the life of the lamp (in burning hours). 

Life tests are chiefly carried out on grou])s of lamps to see whether 
they fulfil specified conditions, or to compare lamps from different 
manufacturers. This necessitates care in the initial rating and con- 
stancy of voltage at which lamps are operated. The time of a test may 
be considerably reduced by choosing test efhcicnci(‘s higher than the 
normal, but within a range through which factors for life corr(‘ctions have 
been fully established (see figs. 6.18 and 6.21). 

The quantity of lamps selected for initial tests is specified as 5 per 
cent.* of the total of a lot including only lamps of the same class, size, 
and voltage range, and not less than ten lamps from any one lot. The 
number of lamps to be included in a lot is left to the judgment of the 
inspector. 

The lamps must conform to certain specified requirements as regards 
bulbs, filaments, bases, and vacuum. Lamps which pass these require- 
ments are then run on the photometer, and in determining their accepta- 
bility tables of allowable limits of watts and candle-power, or of watts 
per candle, as given in the specifications, arc applied. In calibrating the 
photometer for these tests the inspector uses standards which have been 
certified by the Bureau for candle-power and current. A lot of lamps is 
accepted if the number of defective lamps on either test is below the 
specified percentage of the total. 

The next step is to compute from the records of the photometric test 
the mean values of individual groups of test lamps representing not more 
than 250 lamps from any one lot. The lamp nearest the mean value 
of each group is selected, labelled, and sent to the Bureau to represent 
the group on life test. 

During life tests lamps are run and photometered on the voltage 
corresponding to the rated specific consumption within the specified 
limits. This “ rack voltage ” need not necessarily be the same as the 
rated voltage. f The equipment must therefore be such that very fine 
voltage regulation is possible. The equipment at the Bureau of Standards 
is shown in fig. 6.15. By means of auto- and regulation transformers the 
voltage of the racks and Eg may be varied to within 0*1 volt. The 

* Bureau of Standards, Bulletin No. 266, 1916. 
f In some laboratories lamps are tested at the rated voltage. 
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bua-bar voltage is kept constant by means of a fast Tirrell regulator. For 
further information see the above Bulletin, No. 265. 

Lamps for life tests are usually joined to a rack with two stout copper 
leads, to which are soldered sockets carrying from one to four dozen lamps. 
A single row is preferable to a number of rows above one another, to 



Fig. 6.15. — Wiring Diagram for lafe Tests (Bureau of Standards). 


prevent abnormal heating of the upper lamps. During the first hundred 
hours, tests should be made every ten hours, as the candle-power changes 
considerably during this time (usually increases); afterwards observa- 
tions at intervals of from fifty to a hundred hours suffice. In the fol- 
lowing figures the life curves of metal filament lamps are rej)resented ; 
they are self-explanatory. 

As regards the tungsten lamp, it will be found that little blackening 
of the globes takes place so long as the vacuum of the lamp is maintained. 
The increase in the specific consumption is consequently also small. 

The economical or commercial life of a lamp may be approximately 
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predetermined for a given amount of light if we know the curve (watts per 
candle-time). Assume, for instance, that this curve is a straight line 
(which is often the case) and shows an increase of 0-5 watt per candle for 
350 burning hours (curve 36 b in fig. 6.16), so that the rate of increase is 

then the area enclosed by this curve and the horizontal represents the 
increased consumption, and is equal to 


and when the cost of this consumption amounts to the price of the lamp 



per candle, the lamp should be thrown away. If £q be the cost per 

candle and £ the price per kilowatt hour, — per watt hour, then we 

lOiX) 

have 


whence 




10()0 


= £o. 


V px£ 


6.07 


Let £9=1 penny, £=fourpence, then 




2000x1 x350 


0-5x4 


=594 hours. 


This, of course, is only approximate and assumes that a given amount of 
light is asked for. In domestic lighting, as the light decreases, this is 
usually accepted without troubling much about it. Where light, however, 
is installed on a scientific basis, the original illumination should be exactly 
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what is required, plus the decrease which would take pla(;(» in the time t. 
At the end of this time, the proper amount of light is still available, but a 
further decrease would bring it below the requirements, so that new lamps 
are now essential.* 

It must here be added that the external temperature in which a lamp 
burns influences the life of lamps. Lamps in the open usually last longer 
than those in enclosing fittings within doors. Sunden found that a 
lamp run at 200 degrees C. external temperature soon burns out, this 
being probably due to expansion of the glass and a reduction in the 
quality of the vacuum, and an increase in the temperature of the 
filament. 

6.11. ECONOMICAL EFFICIENCY. — Another question arises : Do 
we run our lamps at the most economical efficiency ? To determine this 

CANDLES WATTS PER CANDLE 
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Fig. 6.17, — Life (/iirves of Tungsten Jjamps. 
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we must find the relationship between the watts per i‘andle and the useful 
life of a lamp. A curve connecting the two for a carbon lamp is repre- 
sented in fig. 6.18. If, then, we know the economical life of the lamps and 
the increase in the candle-power of the same lamps with a reduction in the 
specific consumption (due to voltage increase), the initial cost of the lamp 
per candle-power, and the price per kilowatt hour, we can easily determine 
the most economical specific consumption. Take, for example, fig. 6.18, 
which illustrates the relationship between watts per mean horizontal 
candle and the useful life of a carbon lamp, normally manufactured for 
4 watts per candle. The useful fife of this lamp is about 1000 hours, but 
this is reduced in the manner indicated when the voltage is increased. 
Suppose we have an installation of forty-two 220- volt 25-c.p. lamps at 
4 watts per candle, giving a total light of 1050 candles. Let the price 
per lamp be one twenty- fifth of a shilling per candle, or one shilling per 
lamp, then during 1000 burning hours we have the following results : — 

♦ See also a paper by F. H. Reakes Lavender, M.So., 1909, vol. xliv. 

p. 181. 

t 1913, p. 992. 
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(1) The voltage must be increased according to curve 1 of fig. 6.19. 

(2) The candle-power increases according to curve 2. 



Fig, 6 . 18 . — Relative Life of a Carbon Lamp for Different Specific (^)nsumptiona. 



Fig. 6.19. — Voltage, Number of Lamps, and Candle-Power as Function 
of the Specific Consumption. 

(3) The number of lamps required per installation decreases according 
to curve 3, and the total number of lamps wanted during the 
1000 hours increases according to curve 4. 
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If we reckon 6, 5, 4, and 3 pence per unit of current consumption, we 
obtain fig. 6.20 as the total cost results. 

We see that the carbon lamp has not been worked at its most economi- 
cal specific consumption, and that commercially a better result would be 
obtained if on a 220- volt circuit we used a lamp normally made for 
200 volts. The lamps would then have to be renewed every 100 hours, but 
this would still effect a saving of about 30 per cent. 

The expense for labour required to exchange the lamps has been 
disregarded. 

It is somewhat surprising to find the curves of fig. 6.20 with their 



Fio. 6.20. — (\)st of a lOoO-candle Lamp Installation during 1(K)0 Hours 
of the S|)ecific Consumption. 

minimum values practically on the same ordinate. This is due to the 
high price of the current compared with the low price per lamp, and does 
not hold for tungsten lamps, for wliich curves similar to those in figs. 6.18 
to 6.20 have been plotted in figs. 6.21 to 6.23. It will be nbticed that in 
this case the minimum value moves very much to the right as the price 
per kilowatt-hour is reduced. The installation is the same as in the 
example for the carbon lamp except that the time of burning is 10,000 
hours and the price 2s. fid. for a 50-candle lamp. The average life of the 
lamp has been taken as 1000 hours. We see that at fourpence per unit 
we should burn the lamps approximately at the normal specific consump- 
tion, i.e, at 12 watts per mean horizontal candle. At sixpence it would 
pay to reduce the consumption to about 1-03 watts per candle, which 
would mean that we should run a 200-volt lamp on a 220-volt circuit, 
and at twopence we should increase the consumption to 1*35 watts per 
candle, i.e, run 227-volt lamps on 220-volt circuits. In the latter case, 
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tlie saving in wages for not having to renew the lamps so frequently would 
be an additional advantage. 

The useful life of a tantalum lamp is about 700 to 800 hours, i.e. in 




Fia. 6.22. — Voltage, Number of Lamps, and Candle-Power as Function (d the 
Specific Consumption. 

this time the candle-power has decreased so much that it pays to insert 
fresh lamps. The useful life of a tungsten lamp is in most cases greater 
than the actual life. 
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Lamps which are fixed to rising and falling pendants, or which have 
to be moved in any way, have a shorter life than fixed lamps. In no 
ease should a tungsten lamp be taken from its socket before it has cooled 
down, as a contracting filament is so fragile that it breaks almost every 
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Fio. 6.23. — (V)Ht of a 1()50-Candle Tungsten Lamp Installation during 10,000 
Hours as Function of the Specitic (Consumption. 

time the lamp is handled. Otherwise a hot filament is less fragile than a 
cold one. 

Speaking generally, we should replace carbon and tantalum lamps 
when they become dim and tungsten lamps when they break. 

6.12. MEASUREMENT OF INTRINSIC BRIGHTNESS.*- The apjiar- 
atus consists of an optical system similar in principle to that of the 

»— (B— 


Fig. 6.24. — Determination of Intrinsic Brightness. 

Holborn-Kurlbaum optical pyrometer. It is illustrated in fig. 6.24. The 
bright object under test is viewed against a background of known bright- 
ness, and the one or the other is varied until the object disappears against 
the background. Both are then of the same brightness. 

* See Ives and Luokiesh, Electrical Worlds voL Ivii. p. 438, 1911. 
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For the testing of incandescent lamp filaments a suitable background 
is furnished by a Nernst glower. In order to have the background of 
sufficient size, an image of the glower is formed in space by means of a 
lens. The brightness of the background is changed by varying the 
current through the glower. The intrinsic brightness of the latter is 
determined by candle-power and area measurements. 

In the figure a is a Nernst glower, h a lens, A an ammeter, c the en- 
larged image of the glower, d the incandescent lamp to be studied, and 
e the observing telescope. 

Intrinsic brilliancies as determined by Ives and Luckiesh are as 
follows 

Crater of pure carbon arc, 86,000 candles per square inch (130 per 



square millimetre) ; magnetite arc, 4000 (6-2) ; Nernst glower (115 volts, 
6 amperes d.c.), 3010 (4*7) ; tungsten at 1*25 watts per candle, 1060 (1*64) ; 
graphitised carbon filament at 2-5 watts per candle, 750 (1*2); tantalum 
at 2 watts per candle, 580 (0-9) ; carbon filament at 3*6 watts per candle, 
400 (0*63) ; glass mercury vapour lamp, 14-9 (0-023). 

In the most modern high-intensity search-light the intrinsic brilliancy 
is as high as 1100 candles per square millimetre (700,000 per square inch). 

Another method of measuring intrinsic brightness, evolved in con- 
nection with the testing of carbon electrodes for search-hghts, is illustrated 
in fig. 6.24a.* The arc under test is placed into a large iutegrating cube 
and an image of the arc is reflected by means of a lens N, a mirror 0, a 
xylonite screen P with an aperture, a negative system of lenses Q to a 
photometer H', which has on its other side a comparison lamp L'. To 
overcome colour difierences, a bluish filter T' is placed over the photo- 
meter on the side of the comparison lamp L'. 

♦ Paterson, Walsh, Taylor, and Barnett, J,LE.E., 1920, vol. Iviii. p. 83, 
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Let r— radius of positive lens, 

a = distance of N from the crater, 
n “transmission of N, 
m — reflection coefficient of mirror 0, 

transmission coefficient of the colour filter T', 

.Cj —distance of N via 0 to P, 

candle-power of the comparison lamp at distance x' from the 
photometer, 

? —normal brightness of the crater in candles ]>er square milli- 
metre, then the lumens incident on the positive lens from 

,, ^ . , , i^farea of crater)r 277 - 

the crater is expressed by — , and hence the 

, ^ 1 t(area of craler)r 27 ri^# 

lumens transmitted by • Consequently, 

the illumination at th<‘ image on the screen at P is 

?(area of crater) 

(/^(area of image) 


area of crater or 
area of image 

so that the illumination at P is 


ir^^TTnm 


millimetre-candles, 


and the illumination at H' is 


where R=illumination at P-f illumination at H', determined by actual 
measurement, using a portable brightness photometer, or by the substitu- 
tion of a source by means of an illuminant of known intrinsic brightness. 
We have for the illumination on the other side of photoxneter H' 
c't' 

the value r-yrg, whence 

(X y 

ir^irnm c't' 

and 

. c7'(cci)^R 1 

- 2 - — --X - 7 ^. * 

T^TT'nm (x y 

The figure also illustrates the arrangement for the determination of 
the total flux from an arc. The values of intrinsic brilliancies obtained 
by the investigators varied from 152 to 163 candles per square millimetre 
for a current density of 0-2 ampere per square millimetre, for seven 
specimens; and from 164 to 184 at 0-3 ampere per square millimetre for 
four specimens tested, all carbons being pure and uncoppered. For 
coppered carbons the figures were 130 to 174 and 174 to 187 candles per 
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square millimetre crater area (projection) for 0*2 and 0-3 ampere per 
square millimetre respectively. 

A third simple system of intrinsic brightness measurements is given 
by J. A. Orange.* Two hand-camera lenses equipped with iris dia- 
phragms are employed, each of 5-inch equivalent focus, of which one is 
set up opposite the light source at about 7| inches distance. The other 
lens is dcpri\^ed of its back compound and then mounted in line with the 
first lens, at a distance of about 15 inches (see fig. 6.24 b). A portable 
photometer is arranged at 30 inches from the second lens. 

The action is as follows : The first lens casts an image of the source 
at the position of the diaphragm in the second lens ; the second one casts 
an image of the diaphragm of the first lens into the plane of the jdioto- 
mcter disc. The diaphragm in the first lens gives a certain amount of 
control of the definition of the source image, and that in the second lens 


Source. 
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Fio. ().24b. — Determination of Intrinsic Brilliancies. 


enables one to vary the extents of the source image and to select 
different parts thereof. 

In general the mean brilliancy is given by the relation 

smTwo P®"" 

where E is the photometer reading in metre- candles, x the distance from 
the second lens to the photometer in centimetres, S the area of the 
opening of the second lens in square millimetre's, and i the transmission 
of the system (about 70 per cent.). 

i may also be obtained by a substitution method, replacing the test 
lamp by one of known brilliancy, the readings on the photometer being 
a measure of the relative brilliancies. 

6.18, LIGHT FLUCTUATIONS ON A GRADUALLY VARYING 
SUPPLY PRESSURE. — The relationship between voltage and candle- 
power is of great importance, and we shall see that in this respect metal 
filament lamps are the best, as long as the pressure varies gradually. 

In fig. 6.25 is shown a voltage curve of a supply network, in fig. 6.26 
the resulting candle-power variation for various lamps, and in fig. 6.27 
the percentage candle-power variation. In analysing the latter, we find 
that the percentage candle-power variation is equal to 2joa?, where p is the 
* OcTheral Electric Review, May 1916, p. 403. 
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percentage voltage variation on either side of the normal and x the 
exponent in the candle-power- voltage equation. This may also be proved 
as follows : — 

We have 

candle-power equals I~cV® h.OH 
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Fig 0 26 — Candle-Power Vaiiation Resulting fioin Voltage of fig. 5.05. 



Fig. 6.27. — Pcrcentag(’ Candle-Power Variation Resulting from Voltage of fig, 5.05. 


Suppose now the voltage is increased or decrej^sed by p per cent., then 

ly 


for an increase, 


l2===c^V for ^ decrease. 

The total variation in candle-power is then expressed by 
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According to the binomial theorem, 


-j I ^ P I a;(a-- 1 ) / V V , x(x-\){x-‘2,) ( p Y 

V'^IOO/ ' lOO"^ 2! VlOO/ 3! VlOO/ 

A__^y=i P I x{x-i) / p y 
\ 100/ 100 2! VlOO/ 


f 


x(x-l)(r -2) / p Y 


VlOO/ 


whence 


fi I T y-‘>T ^ I p Y 

V+lW “V 'iw/ “^^loo^^ '3! \W)) ^ 

This series converges rapidly, so that even the second member may be 
neglected, since for ^r — 9-35 the result is affected by less than 1 per cent. 
We get therefore ~ 

V 


and for the percentage candle-power variation, 


100 


c\^2x— 

I3-I2 .... 100 


1 


-? = 100 


cV® 
2xp 


6.09 


Thus, with a 2^ per cent, voltage variation to either side of the normal, 
the candle-powers vary as follows : — 

CJarbon Lamp. Nernst Lamp. Tantalum Lamp. Osram Lamp. 

35 46*75 22 20 per cent. 


The difference in the behaviour of the lamps is due to the nature 
of the material of the filament. Those with positive temperature 
coefficients, such as the metal filament lamps, are naturally superior to 
lamps with negative coefficients. On the whole, the gradual intensity 
variation of a lamp should not be more than 15 per cent., as the eye will 
adapt itself to such a change without trouble. Rapid changes in the 
intensity of less than 5 per cent, cause flickering, and must be avoided. 
Moreover, where a voltage drop occurs, care must be taken that the light 
is sufficient at the lower voltage. With a 15 per cent, light variation 
we obtain the following percentage voltage fluctuations : — 


Carbon lamp 

1*07 on cither side, or 2*14 

Nernst lamp 

• 0-8 

16 

Tantg,lum lamp . 

• 1-7 

34 

Osram lamp 

■ 1-87 „ 

„ 3-74 


Where the supply pressure is 220 volts, the regulation must be within — 


Carbon lamp 
Nernst lamp 
Tantalum lamp 
Osram lamp 


. 217*65 to 222*35 volts. 

. 218*24 „ 221*76 „ 

. 216*26 „ 223*74 „ 

. 215*89 „ 224*11 „ 
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The consumption of power for the different lamps varies considerably. 
In Chapter 11. it was shown on what conditions the consumption depends. 
On an average, we may reckon about 3-5 watts per mean horizontal 
candle for the ordinary carbon, 2-0 for the Nernst, 1*7 for the tantalum, 
and 1*0 for the tungsten lamps. For equal light intensities this would 
require an expenditure of power in the proportions of 1 *0, 0-57, 1)1:9, and 
0*29 respectively, and for the above given voltage drops the cross-sections 
of the mains would be in the ratios: l-0-:-()*77~0*308-y0-188. This 
shows why the tungsten lamps are ousting all others from the market. 
The gas- filled lamp is even superior to the vacuum type, and in spite of 
its higher price is coming more and more into use. 

6.14.— EFFECT OF FREQUENCY ON THE VARIATION OF CANDLE- 
POVl^ER OF INCANDESCENT LAMPS.*-In order to determine the 



Electrical Time Degrees 

Fig. 6.28. — Curves sho^ving Per Cent. Cyclic* Variation in Candle-Power 
for Tungsten Lamjis. 


variation of candle-power of a lamp during the cycle of an alternate 
current, Messrs Kiely and Wasserboehr measured the intensity of light in 
a single horizontal direction at successive and regular electrical time- 
intervals throughout the cycle. A small single-phase synchronous motor 
was arranged to rotate a sectored disc in front of the lamp. This occlud- 
ing disc had slots equal in number to that of the poles of the motor, and 
each slot had an opening of eight degrees. The disc was adjustable about 
the motor shaft to provide for admitting light to a Lummer-Brodhun 
photometer at any desired point of the cycle. The field of light was 
reduced by a second fixed screen having a J-inch slot. Owing to a differ- 
ence in ratio of energy input and output at any instant, a lag is introduced 
into the candle-power curve. To investigate this, to determine the zero 
current point, and to provide a means of detecting any angular oscilla- 
♦ See Kiely and Wasserboehr, Slectrical World, 1911, p. 430. 

IS 
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tions in the synchronous motor (hunting), the oscillograph had to be 
employed. The vibrator of the latter was connected in the lamp circuit 



Kic. ().29 —Curves showing Per Cent. Cyclic Variation in Candle-l^ower 

and a direct-current caibon lamp was jilaced before the revolving disc. 
The intense beam of light from the arc was reflected by means of a train 
of mirrors and totally reflecting ])risms to the vibrating miiror, and thence 



1.0 1.4 1 8 2 2 2 6 ^0 3.4 J.8 i 2 

Area in Circular Millb 

Fig 6.30. — Maxinnim Per Cent. Candle-Powei Variation for Ditierent 
Cross Sections of Tungsten Filaments. 

to the ground-glass screen. When the cylindrical mirrors were at rest, 
by observing the two images on the screen — because of the two slots per 
pair of poles — the angular position of the occluding disc was easily 
adjusted for the zero point. Any hunting of the motor was seen by the 
surging of the images. 

The results of the tests are shown in the accompanying figs. 6.28 to 
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6.31 . We see that the variation increases with a decrease in the frequency 
of the alternate current and in the thickness of the filament, as one would 
expect, since on a low frequency the filament is given more time to cool 
down than on a high one, and since a thin filament has a smaller heat 



Fici. OJJl. — (^urves showing Maximum Per Feiit. Variation 
in (Candle-Power with Frequency. 

capacity than a thick one. The voltage wave applied in the test had a 
sine shape. The curves of the candle-power variation are api)roximatcly 
also sine curves. 

Experience fully bears out these results. A 10- watt high-voltage 
tungsten lamp shows considerable flickering even at 25 cycles. The 
remedy is a lamp of higher candle-power which possesses a thicker 
filament. Langmuir * has connected the relationship between flicker F 
and frequency/, power consumption Pq, mass m of filament, and absolute 
temperature t by a formula, viz. 

F=2(),()00^ .... 6.10 

fnU 

The fluctuation is thus inversely proportional to the frequency and 
directly proportional to the power consumption. The presence of gas in 
the hnlh thus increases the/candle-power variaiion, as for a given mass m 
and equal temperatures the power consumption is greater on account 
of convection losses. On the other hand, as a filament in gas ia usually 
wound in a tight helix, this decreases the fluctuation, as the ratio of power 
to mass is decreased, since the radiating surface is reduced. 

Assuming for tungsten lamps a consumption of 1-0 watt per mean 
♦ Qmeral Electric Review ^ March 1914, p. 294. 
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horizontal candle, that the power consumption is approximately pro- 
portional to the 4-7th power of the absolute temperature, the candle- 
power fluctuation thus to the 2*7th power of the absolute temperature, 
and taking the temperature of the filament for 1 watt per candle at 
2400 degrees absolute, the power consumption is 0*54 watt per centimetre 
of a filament 1 mil in diameter. The mass of the thread is 0*098 milli- 
gram per centimetre length. 

Substituting these values in equation 6.10, we obtain 

^ fxd- 

For such a lanij) the current 

Ie=0-197d^; 

pQ—O'bidl, 

m =98 X 10 grains, 
whence* po 5500 I860 

m d 1^*5 ‘ 

This, substituted in equation 6.10, produces (placing ^ = 2400”) 


F = 


6*48 

A’’ 


Speaking generally 
where A may be taken from the following table :~ 


Y = — 

/C' 


6.11 


Table 6.03. — Values for A. (Langmuir.) 


Watts per (’andle. 

Teinjx'rature. 

A. 

3*0 

2050"K (absolute) 

3*64 

2*0 

2160 

4*22 

1*5 

22.50 

5*05 

1*25 

2315 

6*62 

100 

2400 

6*48 

0*80 

2490 

7*40 

0*50 

2730 

10*56 

0 30 

3050 

15*60 


By winding the filament in a helix, the fluctuation is approximately 
reduced in the ratio of 1*4 to 1 in vacuum. In a gas, the effect of helical 
winding is much greater, for not only the radiated energy, but also the 
heat carried from the filament by convection is decreased by concen- 
trating the filament in a smaller space. 

The following tables give the candle-power fluctuations of various 
tungsten lamps, as calculated by Langmuir, These figures agree well 
with experimental results. 
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Table 6.04. — Candle-Power Fluctuations (F) for 110- Volt 
Tungsten Lamps with Exhattsted Bulbs. (Langmuir.) 


Watts, 

Amperes. 

Watts pt^r 
Uandle. 

F. 

25 Cycles. 

40 cycles. 

60 Cycles. 

10 

0091 

1-30 

1-08 

0-68 

0-45 

15 

0-136 

1-25 

0-87 

0-54 

0-36 

20 

0-182 

1-17 

0-72 

0-45 

0*30 

25 

0-228 

M4 

0-64 

0-40 

0-27 

40 

0-363 

MO 

0-48 

0-30 

0-20 

60 

0-545 

1-07 1 

0-37 

0-23 

0-15 

100 

0-91 

102 1 

0-27 

0-17 

0-11 

150 

1-36 

0-90 

0*22 

0-14 

0-09 

250 

2-27 

0-90 1 

0-16 ■ 

1 0-10 

0-07 

5*)0 

4-55 

0-90 1 

0-D/ 

1 0-06 

0-04 


Table 6.05. — Candle-Power Fluctuations (F) for Nitrogen-filled 
Tungsten Lamps with Helical Filaments. (Lancjmuir.) 



Watts jK‘r 
Candle. 

F. 

Amiwres. 

25 Cycles. 

40 Cycles. 

60 cycles. 

3-0 

0-9 

0-25 

0 15 

0-10 

5-0 

0-7 

0-14 

0-08 

0-06 

6-6 

0-6 

Oil 

0-07 

0-05 

10-0 

0-55 1 

0-08 

0-05 

0-04 

20-0 

0-40 

0-05 

0-03 

0-02 


If the values of F given in these tables be multi ])]ied by ICO, the result 
will express the candle-power fluctuation directly in per cent. 

It is seen at a glance from these tables that the ( andl e-power fluctua- 
tions in the nitrogen- hlled lamps are negligible. Thus a 5*0-ampere 
nitrogen- filled lamp on 25 cycles shows a total fluctuation of candle-power 
of only ]4 per cent., an amount too small to be observable, being less than 
that of a 250-watt vacuum lamp. 

6.15.— RELATIVE EFFICIENCY OF LIGHT PRODUCTION BY 
CONSTANT TEMPERATURE AND VARIABLE TEMPERATURE IN- 
CANDESCENT LAMP FILAMENTS,* — A lamp filament may be con- 
sidered as a receiver, a holder, and a deliverer of energy. When operated 
at constant temperature it receives energy at a certain rate, depending on 
the current applied, i,e. on the P.D. and the resistance ; the energy which 
it holds depends on the temperature, dimensions of the filament, and the 
specific heat ; and the rate at which energy is delivered (chiefly by radia- 
tion) depends on the temperature and is equal to the rate at which it 
is received. 

♦ Prom an article by E. J. Edwards, Electrical Worldf 1911, p. 421. 
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When a filament is worked on alte^natinJ^ current, it receives energy 
at a certain rate at any instant of time dej>ending on the P.D. applied and 
the resistance of the filament at that instant ; it holds a certain amount of 
energy which depends on the differcmce l)etwe(m tlie total input and output 
of energy up to that time ; it delivers energy at a rate which depends upon 
the temperature at that instant. The amount delivered during a cycle is 
exactly equal to the amount received during that time. 

Assume now, in order to compare the efficien(‘y of light production 
under conditions of variable temperatur(‘ with that obtained under con- 
ditions of constant temperature, that the same average luminous intensity 
(taken as unity for simplicity) is to be obtained with the same lain]) in 
each of the two ways. Let the power required in the case of constant 
tem]>erature be unity (output and in])ut). Then the power output at any 
instant for variable conditions is 


P 


where 1^ is the candle-power (see fig. 6.28) and n a constant. Hence the 
total mean output (or input) per cycle is expressed by 


2Wo ' 


de 


(assuming the candle-power curve to be a sine curve), so that— since for 
constant tenijierature conditions the output is assumed to be equal to 
unity — the ratio 


Variable ])ower 1 
CVmstant power o ^ 


The exponent n is not entirely constant and increases a little with the 
candle-power. From 0*7 to 1-3 of normal candle-power (the maximum 
experienced in practice) it decreases 1-6 per cent, for tungsten, 2-16 per 
cent, for tantalum lamps. In Table 2.06 we had found for an Osrarn lamp 
I proportional to when Pis jiroportional to 

If, then, we insert for i( the value 0*432 and integrate equation 6.12 for 
a maximum variation in the candle-power (above or below the average) of 
30 per cent., we get, 


Variable power 
Constant power 



-1-0*3 sin 0)0-432^0 


-0*9943. 


We see that for all practical purposes this ratio is unity, since observa- 
tion errors in a test may easily account for more than the difference 
between this value and unity. 

6 . 16 .— BEHAVIOUR OF METAL FILAMENT LAMPS ON DIRECT 
AND ALTERNATING CURRENTS— EFFECTS ON SWITCHING-IN.— In- 
candescent lamps do not behave in the same way on direct as on alternate 
current circuits. The life of tantalum lamps on alternate current circuits 
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is shorter than on direct current networks, this beinf;^ probably due to 
crystallisation caused by repeated heating and cooling. As these lam[)s 
will withstand on a direct current eiriiuit a temperature much higher than 
that occurring when the alternate current wave is at its maximum, the 
fault is only partly to be found in excessive timiperature. This is also 
proved by the fact that with an increase in the frequency the life is 
reduced, showing that the frequcucij of heating and cooling is the dis- 
turbing factor. 

The accompanying phologra])hs * show how drawn filaments appear 
before and after use. Fig. 6.32 rejiresents a new tantalum filament, 





Figs. 6.32 to 6.34 -Dctoiioiation of a 4\intalum 
on Alteinatc C^irrents of Different Frequeneies. 

fig. 6.33 one which has been running on a direct current circuit, and 
fig. 6.31 a filament joined to an 83-cycle network. The greater the 
frequency, the shorter are the sections f in which these filaments separate. 
These sections join themselves again, but only imperfectly so. 

If the filament of a metal lamp breaks, it is often possible to weld it 
together again by carefully shaking the lamp. Tliis usually reduces the 
length of the filament, hence its resistance, and thus causes an increase in 
the candle-power. Considerable additional life may in this way be 
obtained out of the lamps. 

As metal filaments possess positive temperature coefficients it follows 
that on switching them on the full voltage, the current rises to several 
times its normal value, until the metal has had time to heat up. Fuses 
must thus be liberally dimensioned. The behaviour of various lamps on 

♦ M. Sayers, J.J.E.E,, vol. xxxviii. p. 260. 
t See also Dr C. Sharp, Electrical Worlds 1907. 
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switching them on is represented in the accompanying fig. 6.35,* which is 
self-explanatory. 

Although there is considerable overshooting of the current, the candle 
power of a tungsten lamp overshoots very little. 


FINAL CURRENT 




Osram Lamp. 



Pia. 0,35. — Behaviour of Lamps on Switching them into Circuit. 


6.17. MECHANICAL LAMP TESTER.— When lamps are employed 
for the lighting of railway trains, or trams, they are subjected to frequent 
jerks and shocks. To get an idea of how lamps will last under these 
conditions, special mechanical testers are used with which the working 
conditions are imitated as nearly as possible. Such a lamp tester is 
shown in fig. 6.36, together with the connections employed im the tests.f 
The arrangement needs little explanation. A cam is rotated, and once 
in each rotation the lamp drops a small distance, thereby receiving a 
definite shock. The cam, which is driven by a small motor, carries at 
one end a counter on which the number of revolutions is read. 

♦ J. T. Morrig, J.I.E.E,, vol, xxxviii. p. 254. 
t See Electrician, 22nd September 1911. 
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For testing the filament when glowing, the arrangement on the right 
in fig. 6.36 is employed (hot test). By means of an automatic vswiteh the 
motor driving the cam is stojjped as soon as the filament fails. To test 
the lamp when cold, the arrangement in the lower part of the figure is 
used. The current passes through the lamp only for an instant in each 
revolution, the time being too short to heat the filament to incandestence 
Should the lamp fail, the current through the automatic switch is for an 
instant interrupted and the circuit is broken. We see that the apparatus 
needs no attention whatsoever. 

6.18. TESTING OF ARC LAMP CARBONS.* Th(‘ test on arc lamp 
carbons includes the range, the resistance, and the hfe. The range is 
determined by supplying the lamp with the (‘arbons to be tested, burning 



Pie. Mechanical Lamp Te‘^ter. 


them until the tips are projierly shaj)ed and the lamp is thoroughly 
heated (half an hour). We then connect a voltmeter to the (‘arbons and 
very carefully depress the upper electrode until the lamp commences to 
“ hiss.” The voltmeter will then show a sudden drop. We call this 
voltage the “ hissing ’’-point; it varies with the quality of the carbons. 
For an ordinary arc lamp it lies somewhat near 40 to 45 volts. The test 
is then repeated, but this time the carbons are more and more separated 
until the arc commences to jump,” and may even leave the crater. 
The voltmeter then indicates the jumping-point, which should lie over 
60 volts. If the length of the arc be further increased, the arc will 
commence to flame, and the voltmeter indicates the flaming-point, which 
should not lie below 65 volts. 

Generally speaking, the hissing-point of carbon arcs should be at 
least 5 volts below the normal voltage of the lamp, where steadiness ot 
light is required. Hissing-, jumping-, and flaming-points are entirely 
dependent on the quality of the carbon, and slight impurities greatly 

♦ See also the article on “ Carbon Arcs for Searchlights,’’ by Paterson, Walsh, 
Taylor, and Barnett, J.I.E.E,, 1920, vol. Iviii. p. 83. 
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reduce the steadiness of burning. Soft carbons contain a great deal of 
soot, while harder ones contain more retort (*arbon. The softer the 
carbon, the greater the amount of dust which is deposited by the carbons, 
but the greater the quantity of the light usually emittt‘d. The quantity 
of dust should be less than t per cent, of the weight of the upper carbon. 
A smaller amount will show a long life, but will probably also indicate a 
poor light. The deposit of dust may be almost entirely eliminated by 
coating the carbon with copper. This also reduces the resistan(‘(‘ of the 
electrodes. The latter is measured best by a Kelvin double bridge. A 
carbon 1 J millimetres in diamet(‘r (seven-sixteenths of an inch), about 
centimetres long (1 foot), has usually a resistance of ()*]6 to ()-23 ohm, 
and carbons 12-5 millimetres (or I inch) thick a resistaiun* from ()-14 to 
0*18 ohm. This resistance is reduced for 1 1 -millimetre carbons to about 
()*()5 ohm if for lOOO 30-centimetre carbons we employ about T23 kilo- 
grams (3 lbs.) of copper. 

The life of the carbon is best test(‘d by consuming it completely in the 
lamp at the normal voltage. The time of the test may be reduced by 
burning the lamp, say, for half an hour, so that the tips have assumed the 
proper shape, then weighing the carbons, and burning them again for an 
hour, after which the weighing is repeated. The amount consumed shows 
the rate of consumption. A rough idea of the life of the lamp would also 
be obtained by measuring tlie length of the carbons before and after the 
test. The one-hour test is best carried out at the average point of burning, 
so that a 30-centimetre carbon (12-inch) should be broken off to a length 
of about 16 centimetres. The carbons are, of course, not completely 
consumed, i.e. they must be renewed before the carbon-holders are 
brought into contact ; stops have therefore to be provided, which prevent 
further feeding of the carbons when the length of 3()-centimetre carbon 
has been reduced to about centimetres. The weiglit of carbon 30 
centimetres long consumed in a complete life test is about 63 x^er cent, for 
the ordinary open arc, so that, if we divide 63 per cent, of the weight of 
both carbons when new by the rate as determined in the onti-hour test, 
we also get the life approximately. 

As has already been pointed out, the ordinary arc is a thing of the past 
except for special purposes, as only flame and luminous arcs (magnetite 
and titanium) can compete with modern incandescent lamps. The testing 
of such lamps requires a good deal of care. The satisfactory burning 
depends largely upon the mechanism of the lamp, especially if the 
electrodes are inclined to each other. If one extends beyond the other, 
it will burn in an atmosphere containing more oxygen and thus consume 
more rapidly, the difference exceeding sometimes 10 per cent. Also the 
colour of the light will greatly vary as the relative consumptions of 
carbon and chemicals are altered. It is even possible that a certain set 
of carbons may burn well in one lamp and yet be unsatisfactory in others. 
The homogeneous flame carbons arranged vertically are on the whole 
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superior to the inclined ones, independently of the light distribution, as 
long as there is no excess of cJiemicals, which would be deposited in a 
non-conducting layer on the lower electrode. 

The quantity of the deposit is little of a criterion in these lamps, as it de- 
pends chiefly upon the ventilation. Witli metal cores it is especially high, 
and a small receptacle is often ])laced at the bottom of the globe where the 
heavier particles can collect and do little harm as regards the absorption of 
light. With zinc wire cores the de])osit is large but wliite, while a brass wire 
gives less deposit, but it is of a brown colour and thus more absorbing. On 
account of the large de 2 )osits from flame and luminous arcs, good ventila- 
tion is thus one of the principal requirementj^ of a satisfactory arc lamp. 

Lamps used for series burning should be tested under such condition, 
as single lamp tests may give totally erroneous results. This is, of course, 
unnecessary when the tests arc solely meant for the comparisons of 
electrodes of different makers, unless the electrodes have been built for a 
2 )articular tyjje of lamj). To obtain accurate results a number of tests 
should be carried out with at least two lajn])s in series and the average 
results taken. Variations in the life of electrodes due to differences in the 
diameters are then also detected. 

The consum 2 )tion of inclined flame electrodes in lam])s of the o])en typ(‘ 
varies from about 60 to 90 millimetres ^ler hour, so that retrimming is 
necessary every day, at least in winter. It is for this reason that magazine 
lam 2 )S were constructed in which five or six pairs of electrodes could be 
consumed in succession. The mechanism of such lam])s is, ho weaver, com- 
])licated and easily liable to get out of order. The lamp is therefore not 
favoured to-day. The difficulties of ventilation in flame or luminous lamps 
having been overcome, the enclosed long burning type with vertical homo- 
geneous electrodes has become very ^‘ojjular, esjjecially inthe United States. 

6.19. ABSORPTION OF LIGHT BY ARC LAMP GLOBES. It would 
ajijiear that the easiest method for determining the absorption of a globe 
would consist in finding the M.8.C.P. of the lam^) [a) without the globe, 
(6) with the globe. This procedure ^lossesses, however, serious objections. 
When a lamp burns without a globe the consunqition of carbon is usually 
materially increased, since the sujiply of oxygen is unlimited, whereas 
most globes partly limit the passage of air. Again, for enclosed lamps 
such tests would be completely unreliable, as at least one globe is essential 
for such lamps. It will also be found that a lamp may flicker badly if 
burnt without a globe. Tests which are otherwise entirely satisfactory 
become in these circumstfinces almost impossible, since the absorption 
depends also somewhat upon the nature of the light and its distribution. 
The absorption of light de 2 )ends largely upon the wave-length, so that it 
would be obvious that if we carry out the absorjition test with, say, a 
standard glow lamp, the results obtained in this way might be altogether 
wrong when directly applied to arc lamps. 

In all cases we obtain a higher mean spherical candle-power when 
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testing without a globe, on account of the unlimited supply of oxygen, 
than would be the case if we could test the lamp without the globe, but 
limit the supply of oxygen to that of a lamp when burning with a globe. 
As arc lamps arc always employed with globes, and mostly with reflectors, 
the results of a test should be stated for the lani]) under working conditions. 

Although absorption tests do not yield very reliable results, it is still 
possible to carry out tests in such a manner as to obtain some idea of how 
much the light is obscured by the globe. For this purpose we employ 
a large metal filament incandescent lamp, which, since the lamp burns in 
a vacuum, is independent of the supply of oxygen, and test the glow lamp 
first without the globe and them when placed centrally within it. The 
results obtain(‘d in this way will not be so very far out, since the light of 
a metal filannuit lamp does not differ very much from that of an ordinary 
arc larnjj, although it differs materially from that of a flame arc. Some 
error will probably also be introduced by the fact that the distribution of 
the light of the incandescent lamp differs from that of an arc lamp. Tests 
carried out in this way by Professor J. T. Morris * are illustrated in the 
accom[)anying Table 6.06. 

The first column shows the name and the size of the lamp ; the second 
column, the dates of the tests on which they were carri(‘d out ; the third 
column, the angle below the horizontal under which the maximum candle- 
power occurred ; the next two columns show the mean spherical and 
hemispherical candle-powers; column seven represents the mean volt 
X amperes; column eight, the mean watts; columns nine and ten, the 
mean spherical and hemispherical candle-powers per watt respectively. 
In column eleven is given the percentage of the light emitted ; and in 
column twelve, the corrected M.S.C.P. per watt, which takes into account 
the absorption of light by the globes. 

We see from this table that the absorption of light for the different lamps 
varies considerably. It should also be pointed out that the values hold for 
perfectly clean globes, and that the slightest deposit on the inside from the 
carbons materially reduces the light emitted. In fact, in some cases the 
light obscured might amount to 80 or 90 per cent, of the total amount. 

From this it will be obvious that the efficiency of even a flame lamp 
will not be much greater than that of an incandescent metal filament lamp 
unless the globes are kept perfectly clean. On the whole, we may reckon 
that the following amount of light is absorbed : — 


Per cent. 

Clear glass . . . . . .10 

Alabaster glass , . . .15 

Opalescent glass . . . . . 20 to 40 

Ground glass . . . . . . 25 „ 30 

Opal glass 25 „ 60 

Milky glass 30 „ 60 


* See Illuminating Engineer, ld08, p. 719. 



Table 6 . 06 . — Efficiencies and Consumptions of Arc L^mps. (Morris.) 
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Globes usually alter the distribution of the light, especially if the lamp 
is provided with a reflector. In some cases, especially for flame arcs with 
inclined carbons, we place a special prismatic reflector near the bottom of 
the globe ; the effect of tliis is to direct the light, which is chiefly emitted 
in a downward direction, towards the horizontal, whereby a great 
uniformity in the illumination is obtained. For further information see 
Chapter VIL on Shades and Reflectors, and paragraph 8.13. 

Globes used with arc lamps often become discoloured in a short time. 
This is partly due to the deposition of fumes and to the influence of ultra- 
violet rays, especially in magnetite lamps. The glass develops a purple 
coloration, caused by the chemical effect of ultra-violet light on the 
manganese constituent. It is removed by treating the interior of the 
globe with hydrochloric acid, after which the globe is washed and dried 
((jold). The glass is then heated uniformly in an ov(*n to about 500 
degrees C., a temperature reached in four or five hours, kept thereat about 
one hour, and is then gra<lually (tooled down in approximately fifteen 
hours, to prevent cracking. The globes thus treated remain clear for 
at least 75 per cent, of the time required to discolour new globes to the 
same extent. 

6 . 20 . THE CONTROL OF ARC LAMPS.~lt is not intended to deal 
exhaustively with arc lamp mechanisms in this paragraph, as a whole 
book could easily be filled with this subject alone, because every manu- 
facturer possesses his own methods.* The underlying principles are, 
however, the same for all. 

The control embodies usually four elements : {a) a starting device ; 
(5) a feeding mechanism; (c) a steadying resistance or impedance; (d) a 
compensating device. 

(a, h) The princi])les of starting and feeding an arc are best seen from 
the accompanying fig. 6.37, which illustrates a diflerential lamp. The 
carbons are normally together, so that at the instant of switching-in a 
heavy current passes through the series coil S, which attracts its arma- 
ture, thereby tilting the clutch C and raising the upper electrode, thus 
striking the arc. The carbons are now consumed and the P.D. across the 
shunt coil N increases until by the action of this coil — wliich is differential 
to that of S — the clutch C is brought again into a horizontal position and 
allows the upper carbon to feed. The system of control is thus a floating 
one, because the upper electrode is held in position by the balance of two 
forces, due to current and voltage respectively. The upper carbon is 
in consequence always on the move, but this does not matter much as 
long as the arc itself does not produce the maximum light, especially if the 
lamp regulates closely and quickly for constant voltage. This system is 
therefore used in most plain carbon arc lamps. 

(c) It has been explained in Chapter II., paragraph 2.31, that arc 

* The reader will find full descriptions in the book on Electric Arc Lamps, by 
Zeidler and Lustgarten (Harper Bros.). 
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lamps must bo run in series with steadying devices. If a number of 
lamps are joined in series on a constant P.D. a single steadying resistance 
(or impedance for alternating current circuits) is the usual practice, 
although a resistance may be given to each lamp. When arc lamps are 
joined in series on a constant current system (Brush arc lighting machine 
or constant current transformer with or without mercury rectifiers) no 
steadying resistances are required, as the current is kept (’onstant by the 
source. 

In fig. 6.37 the steadying resistance is marked R,. 

(d) If the u})per carbon in fig. 6.37 sticks and does not feed, contact K 
is closed by the action of the 
shunt coil N, and the current 
])asses through the coni])ensat- 
ii 4 lesistance R^. In alt'^r- 
rUting current circuits this 
Wv)uld be an ini])edance, and, 
as the voltages of lam])s and 
impedance are out of phase, 
the voltage across the imped- 
ance must be larger than that 
of a single lamj). On the 
whole impedances are more 
economical than resistances, 
but they possess the dis- 
advantage of lowering the 
power factor of the system.* 

The advantage would be 
chiefly to the consumer, and the disadvantage to the su])ply company. 

Continuity of circuit in alternating current systems may also be 
obtained by joining choking coils in parallel to the lamps. On the 
extinction of the lamp the choker must carry the whole current, with a 
consequent rise in volts between its terminals and a droj) in the (‘urrent. 
For a constant current the supply pressure therefrom must be raised as 
lamps are extinguished, a constant current regulator thus being essential. 
This being the case, it is b(‘tter to provide the lamp with a switch which 
automatically short-circuits the lamp when it fails. 

If a lamp is to be operated singly on a constant potential circuit, the 
shunt coil may be left out. The lamp then ■feeds as soon as the series 
coil is unable to keep the clutch C tilted. A steadying resistance or 
impedance is now, of course, essential. Such lamps cannot be operated 
in series, as the feeding of one lamp would set the others moving too, since 
it regulates by the alteration in the current. 

Lamps with shunt coils are also employed. Before switching-in the 
carbons are separated. When the switch is closed, the shunt coil brings 
* See Transformers, by Bohle and Robertson, p. 304. 
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the carbons together. At that instant the lamp is practically short- 
circuited and the shunt coil releases one electrode, whereby the arc is 
struck. With a consumption of the electrodes the shunt coil becomes 
stronger and feeds the arc. 

It is possible to run a limited number of such lamps in series. 

The fixing of one electrode has the disadvantage that the position of 
the arc varies with the consumption of the electrodes, thereby changing 
the distribution of the light. As this is on the whole undesirable, it is 
better to connect th^" two electrodes mechanically by a cord or chain 
passing over a wheel and to let the clutch engage with the latter. 

The control of flame arcs is on the whole based on similar princijdes. 



Fio. H.38. — Principle of Luminous Arc Laiiij) 
Mechanism. 


The employment of an 
economiser and blow mag- 
nets have already been ex- 
plained in ])aragraph 2.22. 
The modern tendency in 
lam])s with inclined carbons 
has been to simplify the 
mechanism as much as 
possible and to rely on 
gravity feeding. For a de- 
scription of such lam])8 the 
reader is referred to the 
bulletins of arc lamp manu- 
facturers. 

In luminous (magnetite) 
arc lamps the floating 
system of control, which 
regulates for constant volt- 
age by varying the length 


of arc in accordance with 


the resistance of the circuit, is not a suitable one. In these lamps the 
light is proportional to the length of the arc, so that the control should 
be such as to keep this length constant within certain limits. The 
consumption in these lamps is very low, and it is sufficient if the feeding 
occurs about every twenty minutes. 

The principle of such a lamp is given in fig. 6.38, The upper electrode 
is of copper, and the lower one consists of magnetite. Both must remain 
apart when the current is switched off, as otherwise the melted pool 
formed on the surface of the lower electrode would weld them together. 
We require thus a special starting coil C which, on switching-in the lamp, 
tilts the clutch Cj and lifts the lower electrode. As the length of the arc 
in these lamps is great, | to 1 inch according to the P.D., the stroke of 
the starting coil must be long. As soon as the electrodes touch, the series 
coil S is inserted; it draws up its core and thereby disconnects the 
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starting coil C at K, so that the lower electrode droj^s again, but only 
as far as clutch Cg allows. The arc is now struck. As the electrode 
is consumed the P.D. across the shunt coil N increases until this 
coil overpowers S and reinserts the starting coil C, which then feeds 
the are. 

It is obvious that with an ordinary arc lamp the arc would have to 
lengthen considerably before the shunt coil overcame the series one. 
This would be unsatisfactory. Fortunately, the resistance of the 
luminous arc at constant length varies continuously all the time, the 
voltage pulsations becoming larger and larger. In a lamp with a normal 
P.D. of 75 volts the shunt coil is so arranged that it overcomes the series 
coil when a sudden peak of 105 ^"olt8 is reaclu'd; which occurs about 
every twenty minutes. It is thus the character of the arc as a resistance 
whiuh is the basis for the i ontrolling system. The latter fixes the 
poS'Ucn of the electrodes for a period of about twenty minutes by means 
of a shunt magnet which is set for a voltage about 45 per cent, above the 
normal. 

In fig. 6.38 the tube T is a chimney which carries away the fumes of 
iron oxide from the arc. The upper electrode is always the co]>per anode, 
so that it is impossible for hot particles from the cathode to drop on the 
anode and cause trouble. The life of the composition cathode is from 
120 to 200 hours, wliile the anode lasts from 1500 to 4000 hours, dejjending 
upon the current. The lamps of the General Electric Company are made 
in 4, 5, and 6-6 ampere sizes. 

Flame arcs are worked singly (usually enclosed), or two or three in 
series of 110 to 130 volts. Care must, of course, be taken that the 8uj)ply 
voltage is nob too close to the stability limit. For higher voltages, such 
as 220 to 250 and 400 to 500 volts, the number of lamps which may be 
joined in series is proportionally greater. A single lamp on a 110-volt 
circuit is, of course, uneconomical, as a great part of the voltage is 
absorbed by the steadying resistance or impedance. 

For a luminous (magnetite) arc 110 volts may even be insufiicient for 
a single lamp. Take a 4-ampere lamp with an arc 20 millimetres long. 
The minimum voltage required is 

V™„.-V + Jc^“ where V=V„ | +P8^-^ = 84, 

Vl, Vl„ V4 

whence 

OA 1.9 

Vmm. = 84 -|-|x48x — 110-5 volts. 

V 4 

110 volts would thus be too near the limit. Generally, the luminous arc, 
which is almost exclusively used in America, is mainly employed on the 
series constant current system, the general practice being to join from 
fifty to a hundred such lamps in series. Seventy- five lamps is the most 
common figure. For 4-ampcre lamps with a length of arc of 18 milli- 
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metres the voltage required would be 

18 1-2 

75x31 4-75x4-8x — —5926, say about 6000 volts. 

Vi 

Tho control of these lamps is at the source, and no steadying resistances 
are necessary. 

The constant current required may be obtained from a Brush arc- 
lighting machine (old method). This is a kind of two-phase (4-coil) 
alternator witli a four-])art commutator, ])ossessing a high armature 
reaction and a low field. An increase in the current causes increased 



Fig. 0.39. — Principle of Brush Ar(3-Lighiing System. 


reaction, thereby reducing the resultant flux and bringing the current 
back to its former value. A shunt C across th(‘ field, of the compressible 
carbon pile ty]>e and manipulated by an electro-magnet S in the machine 
circuit, improves the inherent regulation. With an increase in the current 
the carbon pile is more compressed and more current is shunted from the 
main field, thereby reducing the flux and thus the voltage and current. 
The system is illustrated in fig. 6.39.* 

In recent years the arc-lighting machine has largely been replaced by 
the mercury arc rectifier. The principle of this apparatus has already 
been explained in paragraph 2.18 when dealing with luminescence. We 
are here chiefly concerned with the constant current rectifier. It is 
shown diagrarnmatically in fig. 6.40. The secondary 8 of a constant 
current transformer T is tapjied in the middle, this tapping forming 

* For a theory of the phenomena, see Steinmetz, Transient Electric Phenmnena 
and Oscillations. 
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one terminal for the arc-lighting circuit, 
are brought to two grapliite anodes a and a 
of the rectifier after passing through react- 
ances r, which are used for the purpose of an 
overlap between the arcs a-c and a c, where 
c is the cathode of mercury. The current 
of the first half-vavc must be maintained 
beyondthe zero value of its propelling E.M.F., 
and must not die out until the current 
in the next arc is well on its way. Another 
reactance is placed between the cathode and 
the arc circuit in order to reduce th( fluctua- 
tion of the rectified current. The rectified 
v( >t»age is somewhat less than one-half of the 
aUo.t lating voltage, and the current sonie- 
what more than double the alternatingcurrent 
of the secondary of the transforjjier.* 

The rectifier has two additional small 


The ends of the secondary 



Ftc. f).40. — l*nnci])le of 
Mercury Arc RecUiicr. 



Ex.'J’. Exdtei Transformer ; S.l). Static J)iwhuiger ; T).C.E. U. C. Kesistance ; 
L.A. Ivightmg Arrenter; S. Exciter Sc<‘ondary ; N. Exciter Neutial ; 
L. Tndicating Lamp ; L.S. Indicating Lanij) Shunt. 


Fig. 0.41. — (vomicctionH for Mercury Arc Het tifiors. 


* For a theory of the phenomena, see Steinmetz, Transient Electric Phenomena 
and Oscillatio^ns, 
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anodes near the cathode for starting purposes (see fig. 6.41), for pro- 
ducing from a small low voltage constant potential transformer auxiliary 
rectifying arcs when the tube is shaken. The shaking is done auto- 
matically by a shaking magnet energised by a push button. The 
complete connections are given in fig. 6.41. They include lighting 
arresters L A and static dischargers S D, the latter to protect the 
tubes from excessive electrical strains. 

A tube of the General Electric (Wipany is shown in fig. 6.42.* It is 

usually submerged in oil 
cooled by circulation of 
water by means of cooling 
coils inside the tank. An 
indicating lamp L shows 
whether the outfit is work- 
ing normally or otherwise. 

The constant alternat- 
ing (‘urrent is obtained by 
means of a constant current 
transformer which possesses 
a high magnetic leakage and 
regulates- as all apparatus 
with great reaction does— 
for constant current. f 

In some cases of street 
lighting it may be incon- 
venient to use arc lamps. 
A smaller unit may then 
be sufficient, for instance, 
for side streets. Incandes- 

Fig. 6.42.— G.E.C. Mercury lioctifyirig Tube. cent lamps of the correct 

current and low voltage 
may then be joined in series to luminous arcs. They must, of course, be 
supplied with compensating or short-circuiting devices in case of failure. 

If the number of arc lamps exceeds fifty or seventy- five, two tubes 
are usually joined in series. 

Polyphase rectifiers have also been placed on the market. 

The efficiency of a mercury rectifier lies in the neighbourhood of 80 
per cent, average, and may be as high as 88 per cent. 

6.21. POLYPHASE LAMPS.—] [from time to time patents have been 
taken out for three-phase arc lamps, chiefly on account of such lamps 
yielding a greater luminous flux than single-phase lamps with the same 
expenditure of power. The difficulties encountered lay all in the con- 
trolling mechanism. Besides sure striking of the arcs between three 



♦ O.M.C. Btdletin, No. 43,900, March 1916. 
f See Tramformers^ by Bohle and Robertson, p. 316. 
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inclined carbons, it is necessary that the consumption of each electrode 
is so influenced by the consumption of each of the other electrodes that 
the currents and P.D/s between the electrodes remain approximate!)" 
equal and constant. As further inequalities in the material and com- 
position of the electrodes cannot be avoided, these must also be 
neutralised, so that the tips of the electrodes remain in a horizontal 
plane. The more rapid burning of one electrode must always be neutral- 
ised if satisfactory action is to be expected. 

These various simultaneous demands on the controlling mechanism 
were the stumbling-block to a successful three-]>hase lamp. 

The difliculties seem, howev<'r, to have b^'cn osrercome in a lamp by 
Schafler,* which has been carefully tested under various conditions by 
Professor Wedding, and which has shown a satisfactory system of control. 
TiiC lamp is probablv the mOot efficient illuniinant on the market. With a 
ckai glass globe it is claimed that its specific consumption is only about 
O-ll watt per international mean hemispherical candle. The source of 
the lamp yields a symmetrical light, as the three craters supplement one 
another. The mean hemispherical candle-power of a lO-ampere lamp 
with 9-millimetre flame electrodes is about 12, ()()(). The lamp is there- 
fore suitable for the illumination of very large squares. The specific 
consumption of 0*11 watt per M.H.S.T.P. includes losses in a clear globe, 
windings, and transformer, but not in a dioptric refractor, which would be 
necessary as the intensity is largely in a downward direction. 

The author is not aware of how far the lain]) has proved a commercial 
success. 

6.22. MOORE TUBE LIGHTING.t In order to determine the light 
emitted by the Moore tube system, it is necessary to screen off the whole 
tube except a narrow strip, the intensity of which is to be determined. 
In the tests carried out by Professor Wedding, the tube was 44 milli- 
metres in diameter, with a glass thickness of 2 millimetres. The whole 
tube was covered with black paper, leaving free only a strip of 1 square 
centimetre, which on testing gave an intensity of ()*202 candle. Increasing 
this area to 1 x 2 ; 1x3; and 1x4 square centimetres, in the direction of 
the axis of the tube, it was found that proportionality existed, i.e. the 
light increased directly with the length of the tube exposed. 

The same thing applied to cylindrical exposed surfaces, the intensity of 
a ring surface of 1 centimetre length being 0-47 candle. On testing the 
tube for absorption of light by the gas enclose^, by placing two tubes side 
by side so that one screened ofl the other as far as the photometer screen 
was concerned, it was found that for all practical purposes the absorption 
was negligible. We may therefore judge the system by the amount of 
light emitted by a ring surface of 1 centimetre length. 

The connections for the test are shown in the accompanying fig. 6.43, 

* Sllektrolechnische Zeitachrift, 1912, p. 579. 

t See ftlw) “ Dm Moore Lioht,” by W. Wedding, E.T.Z., 1910, p. 601. 
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in which and A 2 represent ammeters, and Vg voltmeters, T the 
transformer, (1 the choker, S the solenoid for operatiiifi; the valve, and 
Pg wattmeters, and F the frequency indicator. The voltmeter Vg is joined 
to a special volt transformer, which reduces the P.]3. in the ratio 15,000 to 
110. One pole of the high potential secondary circuit is joined to earth. 


EARTH 



The results of the tests are shown in the accompanying Table 6.07. 
The average value of candlt'-power is ()'485 for a surface of 1 centimetre 
width. As the huigth of the tube was 37| metres, and the primary power 
3333 watts, we have j)er metre length of tube 89 watts and 48*5 candles 
measured perpendicularly to the axis of the tub(‘. Hence for one candle 
we must expend 1*87 watts. 


Taule 6,07.— Behaviour of the Moore Tube System u>jder 
Normal Ponditioks. (Wedding.) 











Candles 

Frequency. 

Primary 

Volts. 

I’nrnary 
Cun cut. 

Primal y 
Power, 

Power 

Factor 

Secondary 

Volts, 

Secondary 
Cui rent. 

Secondary 

Power. 

Elliciencj. 

per Centi- 
rnetie Length 
of lube. 

S 

Ki. 


Pi. 

COS(/>i. 

Ea 

\i 

Py 

V ' 

i. 

50 

220*6 

23 1 

3348 

0*6.58 

12,800 

0*279 

2850 

0*853 

0*551 

50 

221 *3 

i 23*0 

33.56 

0*658 

1*2,860 

0*279 

2850 

0*85 

0*444 

50 

221*5 

23*2 

3356 

0*658 

12,870 

0*279 

2870 

0*856 

0*435 

50-4 

220*1 

23*0 

32/2 

0*645 

1*2,780 

0*273 

2880 

0*882 

0*508 

50-1 

220*9 

23*075 

3333 

0*655 

12,827 

0*277 

2862 

1 0*86 

0*485 


6.23. INFLUENCE OP THE PERIODICITY.~The behaviour of the 
system on different frequencies is represented in the accompanying Table 
6.08. During the test it was impossible to maintain the secondary P.D. 
constant, as will be seen from the table. It will also be seen that, with 
increasing periodicity, constant primary P.D., and constant current, the 
secondary pressure drops on account of increasing losses in the circuits. 
Moreover, when the secondary P.D. falls too much, the light commences 
to flicker. It was also noticed that the luminous gas possessed consider- 
able inertia, which prevented rapid variations in the light due to rapid 
changes in the supply P.D. 
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Table 6.08.— Behaviour of the Moore Tube System for 
Different Frequencies. (Wedding.) 


/ 

El- 

Id. 

Pi- 

cos 01 . 

^ 2 * 

u. 

Pa- 

' 

V- 

i. 

36 

153*0 

23*0 

2272 

0*646 

8680 

0-272 

1655 

0 729 

0*218 

40 

1.53*0 

22*8 

2272 

0-652 

8500 

0*273 

1655 

0*729 

0*23 

43 

153*7 

23*1 

2236 

0*630 

7860 

0-275 

1655 

0742 

0*228 

46 

163*5 

22*9 

2184 

0-622 

7760 

0*278 

1655 

0 757 

0*216 

49 

153-0 

22*9 

20.52 

0*.586 

7180 

0*271 

1615 

0*788 

0*20 

50 

153*2 

22*9 

2024 

0*578 

6936 

0-279 

1665 

0*848 

0*189 

53 

153*7 

22*9 

1868 

0*531 

6320 

0*279 

1512 

0*811 

0*111 

56 

153*9 

22*9 

1684 

0*478 

6660 

0-279 I 

1258 

0748 

0*072 

60 

166*0 

22-7 

1552 

0*438 

6160 

0*274 

1165 

0-762 

0*047 


6.24. INFLUENCE OF INDUCTANCE IN THE CIRCUIT ON THE 
LIGHT. — The steadying resistance of arc ]aiu])s is replaced in the Moore 
system by a choking coil. The choker was provided with five tappings, 
allowing a fair variation in the number of the turns. The next table, 
6.09, sliows the results. Wh(‘n the choking effect is small, the secondary 


Table 6.09.- Effect of Inductance on Moure's 
Tube System. (Wedding.) 


Tapping 

of 

Choker. 

El. 

Id. 

Pi. 

cos 01 . 

Ej. 

If2. 

Pj. 

V- 


1 

200*0 

22*8 

8220 

0706 

14,150 

0*261 

2665 

0*828 

0*604 

2 

200*5 

23*6 

3152 

0*677 

12,296 

0*278 

2645 

0*845 

0*455 

8 

200-1 

23-0 

3068 

0*666 

11,325 

0*277 

2560 

0*840 

0*421 

4 

200*6 

22-9 

2902 

0*632 ! 

10,860 

0*277 

1 2080 

0*718 

0*424 

6 

200*7 

22*8 

2592 

0*567 

9,020 

0*279 

2190 

0*844 

0*277 

2 

220*3 

23 -0 

3400 

0*670 

13,800 

0*274 

3046 

0*897 

0*596 

8 

220*1 

23*0 

3272 

0*645 

12,780 

0-273 

2880 

0*882 

0*515 

4 

219*5 

23*0 

3176 

0*628 

11,900 

0*272 

2780 

0*878 

0*520 

5 

220*1 

28*0 

3024 

0*598 

10,840 

0*278 

2640 

0*874 

0*420 


current and E.M.F. are very irregular, whereas, with an increase in the 
number of turns on the choker, the light decreases, duo to a decrease in 
the secondary P.D. and power. 

Again, when the number of turns in the choker is small, the light 
flickers considerably, and When the choker was short-circuited, the light 
was too irregular for testing ; moreover, the valve commenced to pump 
and the equilibrium of the tube was destroyed. The choking effect should 
be such that the light is steady and the decrease in the intensity a mini- 
mum. The energy absorbed by the choker is represented in Table 6.10, 
For normal working, when tapping 3 was employed, the loss was 140 
watts, or about 4 per cent, of the input. 
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Table 6.10. — Power Lost in the Choker. (Wedding.) 


Frequency. 

Current. 

Tappings. 

Volts. 

Power. 

60*5 

22-9 

1 

39*5 

77 

50-5 

23*1 

2 

86*8 

120 

50-5 

23*1 

3 

111-0 

140 

50- 

23-0 

4 

128-7 

156 

49*75 

23*0 

6 

147-6 

167-5 


6.25, POTENTIAL AND CURRENT CURVES.- The behaviour of 

Moore’s tube system is best studied by means of oscillograms. The con- 



Fio. 6.44. —Connections for Moore’s Tube Test. 




Fias. 6.45 to 6.47. — Oscillograms from Moore’s Tube Tests. 


nections for such a test are shown in the accompanying fig. 6.44, which is 
self-explanatory. Results of such tests are illustrated in figs. 6.45 to 
6.47. 
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It will be seen from these figures that secondary P.D. and secondary 
current are in phase ; but, if we look at Table 6.09, we find that there is an 
apparent phase displacement i.e, if we divide the secondary true power 
by the secondary volt-ara pores the ratio is not unity, but lies between 0*7 
and 0-8. This is due to the peculiar shape of the secondary P.D. curve. 
As secondary volts and currents are in phase, it follows that the gas 
column ofiers no capacity or inductive effects to the current, but acts as a 
pure resistance. The figures also illustrate the behaviour of the tube for 
different inductaiices in the primary circuit. When the choker is joined 
to the first ta])ping, the secondary current takes considerable time before 
it commences to change its direction (see fig. 6.46), whereas in fig. 6.47, 
which was plotted with the choker joined to tapping 5, the change of the 
current takes place almost instants neously. The experiments show that 
the gas column itself chooses the most favourable conditions irrespective 
of tue sha})e of the volt-curve which is impressed upon the transformer. 
The following table, 6.1 1 , shows in a convenient form the behaviour of the 
tube for different inductances, as obtained for the various contacts of the 
choker. The apparent power-factor of the secondary circuit is included 
therein. The actual phase displacement is of course nil. 

Moore’s tube system with a neon filling is largely used for sign-lighting. 


Table 6.1 1.---Behaviouk of Mooke’s Tube System for 
Different Inductances. (Wedding.) 


Tapping of 
Choker. 

Ratio of Wave-Length to Length of 
Zero Current (see figs. 6.46 and 6.47). 

Cos <f>^. 

Cos 02 
(Apj)arent) 

1 

1 : 

3 



2 

1 ; 

6 

0'670 

0*806 

3 

1 : 

n 

0*646 

0*826 

4 

1 : 

14 

0*628 

0*859 

6 

1 : 

18 

0-698 

0*876 


6.26. RECORDING THE FLUCTUATIONS IN THE CANDLE-POWER 
OF LAMPS.^ — The testing of the fluctuations in the candle-power of a 
lamp when carried out in the laboratory is extremely laborious. The 
work may, however, be considerably reduced by the application of a 
selenium cell placed in a suitable position where the light of the lamj) 
can easily fall upon it. The cell is joined ^in series with a recording 
milliameter of the permanent magnet-moving coil type, and also with a 
secondary battery of constant voltage. As we have seen in Chapter V., 
the selenium cell is not suitable for absolute measurements, but by 
making the cell extremely thin it is possible to reduce its inertia almost 
to vanishing point, and for relative measurements it is then quite suitable. 
According to the increase or decrease in the illumination, the resistance 
of the selenium cell decreases or increases correspondingly, and hence the 
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current varies approximately as the illumination. Actual tests carried 
out in this manner have shown that th(‘ slightest variations in the 
intensities of illuminants are indicated by the recording instrument, so 
that tin* method is to be recomniende<l where on a somewhat irregular 
supply P.l). a steady illumination is required, and where it is necessary 
to study the steadiness of light as given by ditferent illuminants.* 

In })lace of a selenium cell, an alkali cell as illustrated in fig. 5.48, 
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paragraph 5.31, may be employed. The method is especially suitable for 
recording the quality of the feeding mechanism of are lamps. The light 
from the galvanometer mirror falls through a slit upon photo-sensitive 
paper fixed on a revolving drum. If the intensity of the lamp is constant 
tlie beam of light --with the arm a (fig. 5.47) in a fixed position- will 
describe a straight line. 

Also the thermopile may be employed for this class of work as long as 
the necessary precautions are taken, and Voege obtained very satisfactory 
curves in this manner. The candle-power variation of a glow lamp is 
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Fio. 0.49.- (kindle- Power Variation of an Arc Lamp. 


shown in fig. 6.48. At a additional loads were switched in, off at h. 
The figure gives also a good idea of the pressure regulation of tlie system. 

Fig. 6.49 illustrates the candle-power variation of an arc lamp on a 
constant supply pressure (battery). At the beginning the lamp regulated, 
or rather pumped, twice. 

Arm a is conveniently placed in a position in which it registers the 
maximum candle-power, which for street-lighting arc lamps is at an 
angle of about 10 degrees below the horizontal. 

6.27. COLOUR OP LAMPS. — The methods for determining the 
colours of illuminants have been indicated in paragraphs 5.12 and 5.17. 
As for illuminating engineers relative values are of greatest importance, 
the system of using coloured glasses is the more convenient. The 

* See E. Presser, Elektrotechniache Zeitschrifl, 1910, p. 187 ; ildd.f 1908, p. 49. 
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results of sucli tests are shown in %. (>.50. The standard colour is given 
by the light of a covered sky. 

Of all artificial illuniinants without special coloured glasses, the Moore 
light with a filling ap])roaches daylight most. Then follows the light 
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Fiu. 6.50. — Colour of Lamps. 

of the magnetite arc lamp. All incandescent lamps contain too much 
red and too little blue light, but the curve shown indicates the improve- 
ments which have taken place in the manufacture of these lamps, 
independently of the increase in the efficiency. The mercury arcs con- 
tain practically no red rays, and they are also deficient in blue light. 
Even the addition of a rhodaraine reflector does not make a material 
difference. 

6,28. TESTING OP ILLUMINATION,-~The question of good lighting 
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is an economic one, as there is a definite relationship between satisfactory 
illumination, and production and contentment of the employees. Illumi- 
nation tests carried out also provide data for use in planning future 
installations, and they are useful for comparing the effectiveness of 
different systems of lighting. They further show us whether a specifica- 
tion has been fulfilled ; and if the tests are repeated from time to time 
they will show how far a system has deteriorated with age. 

The illumination not only decreases oii account of the diminishing of 
the intensity of incandescent lamps with age, a depreciation which is 
inherent and beyond control, but also on account of collection of dust 
and dirt, which may be termed acquired depreciation and which can be 
reduced to a minimum by periodic cleaning. 

In a machine shop great care is taken that all machinery is thoroughly 
cleaned at least once a week, in order to reduce depreciation to a minimum, 
but it is only recently that care has been bestowed on the lighting of the 
shop and that the lamps are periodically cleaned. Yet this is just as 
important for increased production as ])roperly running machinery. 

The illumination of large rooms, streets, and squares is best deter- 
mined by dividing them into small squares and measuring the illumina- 
tion of the centre of each. The test plane is usually placed about 3 feet 
or 1 metre above the floor or ground, unless the working plane is specified, 
and the illumination is measured in a horizontal plane which receives 
light from all directions. The system of dividing a large area into small 
squares may seem laborious, but if the lamps are equally spaced and fixed 
at equal heights above the testing plane, the number of squares con- 
sidered may not be so large. The division of streets into squares is shown 
in fig. 8.10. 

A proper test should include the following data : — 

(1) The place, purpose, and date of the test. 

(2) Ihc number, type, and condition of the lighting units. 

(3) The area to be illuminated. 

(I) The spacing and height of the units. 

(5) The colour of walls and ceiling. 

(6) The nature of the work. 

(7) The average, minimum, and maximum illuminations. 

(8) The power consumed and the efficiency. 

(9) The position of the testing plane, 

(10) The type of building construction. 

(II) Any other information which may modify the results. 

In carrying out such tests and plotting the results we obtain contour 
lines or isolux charts such as are shown in figures 4.16 and 4.17. From 
these it can be determined whether the illumination is correct from the 
physical standpoint. This is certainly the primary condition which has 
to be fulfilled. Physiological considerations are of equal importance, and 
sesthetic considerations are further factors in good lighting. 
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In fig. 6.51 an example is given showing the method in which an 
illumination test may be carried out. The figure is self-explanatory.* 
For further information the reade'r is referred to a paper by Messrs 
Rayncr, Walsh, and Buckley, dealing with The Lighting of Public 
Buildings,” in the Illuminating Engineer, April 1922, p. 1(^7. 

6.29. THE MEASUREMENT OF COEFFICIENTS OF DIFFUSE 
REFLECTION.— F. A. Benford f uses for this purpose an integiating 
sphere. For a sphere the brightness of the interior depends upon the 
quantity of light entering it, the coefficient of reflection of its inner 
surface, and the solid angle of the spherical surface, if ]>art of a sphere is 
employed. By varying the areas of these parts the other two factors 
are eliminated. Consequently, +he method consists in using a sphere 
with removable sectors of known solid angles, the inner surface of which 
is coated with the material \o be tested. The brightness of this surface 
IS compared with that of, say, the diffusing glass plate in a brightness 
photometer. A beam of light is directed into the sphere, but must not 
fall directly on the surfaces under test. The two coated sectors of area 
Sj and Sg are introduced in turn, and the respective brightnesses and 
Eg are observed. Then, if 8 is the total internal area of the sphere, 
the coefficient of reflection, m, is given by 

E2)/E^8| — EgBg. 

For the sake of accuracy make Sj large in comparison with 8; Sg 
about I to I of Sj ; and avoid stray light. The method is suitable for 
reflection coefficients higher than ()-5(K 

In Chapter IV., paragraph 4.02, we found that the candle-power 
polar curve of a plane radiator was a circle following the law I^I„ (‘OS 6. 
This holds also for uniformly illuminated white matt surfaces, ('onsider 
such a surface and assume that the light falls perpendicularly upon it, 
and that it is viewed under the same angle, then the brightness is a 
maximum. If the lamp causing the illumination is kept at the same 
distance from the surface but rotated around it, the brightness measured 
in the original direction follows the cosine law and the brightness curve is 
a circle. On the other hand, if the light is always thrown per})endicularly 
upon the test surface, but the latter is viewed under different angles, 
the brightness remains constant and the polar (‘urve is a semicircle. For 
surfaces which are not perfectly matt the resultant curves will differ, as 
is indicated for a horizontal surface in fig. 6.5-^, where curve A holds for 
perfect diffusion, curve B for matt paper, C for semi-glossy paper, D for 
glossy paper. L indicates the direction of the incident light. Curves 
plotted in this way give us some indication about diffuse reflection. We 
compare the polar curve of one surface with that of another, and treat 
the polar curves of both in the same manner as is required for mean 

* S. L. E. Rose and H. E. Mahan, General Electrw^Eeview, May 1913, p. 333. 
t General Electric Review, January 1920. 
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hemispherical oandle-])ower. The more a polar curve approaches a 
circle, the greater is the difiusive quality of the surface under test. A 
diagrammatic sketch of a suitable apparatus is given in fig. 6.53. is a 



Fi(}. ().r)2.— Uiflusi* KeHcctioii (\i]V(‘h. 


standard screen illuminated by lamp at various distances, Sg 
screen illuminated by lamp Lg. The angles of incideru'e, 9 , and of 
emission, 8, may ])e read on suitable scales.* 

6.30. THE MEASUREMENT OF DIFFUSE TRANSMISSION.! - The 



io 

Fig. 6.53.~ Apparatus for Determining J)iffu&e Reflection. 

apparatus is shown in fig. 6.54. A light source E is placed in a black box 
equipped with diaphragms and and an opal glass I in the 

opening close to the lamp. The specimen glass G is put before the 
opening R. The entire box is rotatable about an axis under the specimen, 
but the latter can also be revolved independently. The angle of dis- 
placement is read on a scale S, For testing purposes comparison is made 
use of by means of a ground opal glass T illuminated by lamp C. Both 

* See also Trotter, Ilium inaiiu^g Engineer^ September 1919. For further methods 
for determining reflection factors the reader is referred to a paper by A. H. Taylor, 
Illuminating Engineer, October-Deoeraber, 1920, p. 265. 

t M. Luokiesh, Electrical Worlds 1912, p. 1040 ; 1913, p. 883. 
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plates, T and G, are viewed by means of a donble reflecting prism P, 
lens L, and eye-piece I). Adjustment is improved by a rotating aperture 



Fee O.o-l. A])]uiratus for Testing DiUuhe Transmission. 


disc B. In fig. (>.55 are give?i brightness distribution curves for various 
substan<'(‘s, the results being further ex])lained in Table 6,12. The 

o° 



transmission coefficients are found by integrating the light flux over an 
entire hemisphere. A perfectly diffusely transmitting (and non-absorb- 
ing) flat specimen has a transmission coef&dent of 0-5 owing to the 
fact that one-half of the incident light will be diffusely emitted back- 
ward. Diffusing glass spheres, as ordinarily used in lighting, transmit 
from 75 to 90 per cent, of the total light emitted by the enclosed 
light-source. 


[Table. 
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Table 6.12. — Diffuse Transmission Coefficients. 




Relative 

Normal 

Transmission 

Designation. 

Description of Glass. 

Brightness for 
Constant 

Coefficient of 
Flat Specimen. 



Illumination 
of Sixjcimcn. 

(Percentage.) 

Perfect diffusion 

Ideal diffuser 

1 00 

50 

C-F . 

one side frosted 

18-3 


(^-2 F 

,, two sides ,, 

Lucida, 4 in. thick 

3 9 


L . . . 

2 8 

i tW 

L-F . 

Same, frosted on one side 

1-71 

59 

V, . 

Veluria, 4 ni. thick 

lt>5 

40 

Va . 

»» ik • 

0 79 

33 

V 3 . . . 

,, 4 ,, ,, rough inside 

0 66 

35 

P . . . 

Dense pyro, ^ in. thick 

041 

26 

0 . 

Welsbach shade, 503, ^ in. thick 

0 74 

50 


Flashed opal 

Ihece of frosted electric lain]) 

0 31 

19-50 


bulb .... 

10 6 

36 


6.31. PHOTOMETRIC TESTS OF PROJECTORS.^ The determina- 
tion of the intrinsic brilliancy of such ap])aratus has been described in 
paragraph 6.12, and that of the total flux of light in a sphere (or cube) 
in paragra})h 6.07, so that here we are concerned with the determination 
of the beam candle-power. For this pur})ose we require a portable 
})hotometer with the necessary controlling instruments, screens, and a 
focussing surface consisting of a wooden ])artition ])ainted white with a 
small hole for the tube of the photometer to jiass through. Two methods 
may be used to obtain the distribution of candle-power across the beam. 
First, the projector may be ke])t stationary and the photometer moved 
across the beam from one side to another. Second, the photometer 
may remain stationary and the projector turned on a vertical axis 
through the light source until the beam has traversed the photometer 
test plate. 

This test may be carried out indoors if a distance of 50 to 100 feet 
can be obtained for it. Between the projector and photometer are 
placed screens with holes to allow the portions of the beam under test 
to pass to the photometer plate and to guard against stray light. The 
scale for indicating the angles through which the projector is turned 
should be closely graduated for tests near the middle of the beam 
(one-quarter degree from 0 to 20 degrees) and every 5 degrees from 
20 to 90 degrees.* 

♦ Soe also General Electric Review^ September 1917, p. 743. 
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SHADES, GLOBES, AND REFLECTORS. 

7.01. THE OBJECT OF SHADES, GLOBES, AND REFLECTORS.— When 
liiT are (‘niployed for loea'i lighting for instance, incandescent lam])s 
fo? tl e lighting of a table tlie polar distribution must usually be modified 
ill ordin that the maximum possible flux is made available in the nigion 
where the light is wanted. A vacuum glow lamp hanging vertically 
downwards giv(‘s its maximum caiuile-jiower in a horizontal direction, 
where the light is not required, hence a shade or refli'ctor should be used 
to direct the light downwards. On the other hand, flame arc lamps with 
inclined carbons for street lighting should give a maximum intensity 
about 10 degrees below the horizontal, whereas without reflectors they 
produ(‘e this intensity vertically downwards. By means of a reflector 
nnd(‘riieath the lamp the distribution may be altered as desiied. 

Besides rinlireeting otherwise useless light, a shade should screen the 
source of iiglit from the eye and prevent glare. It should be instru- 
mental in softening and toning down shadows and should give a decora- 
tive effect. 

Tt must, of course, be understood clearly that, although the illumina- 
tion of a given working jilane may be considerably improved by the use 
of a shade or reflector, the total light is always reduced, since even the 
whitest reflecting surface and the clearest glass absorb light. 

A great deal of the effect produced depends, of course, upon the sur- 
roundings, which largely influence the type of shade most suitable. A 
well -diffusing globe in front of a black background might cause glare, 
whereas in front of a white surface glare would be completely absent. 
This is well illustrated in fig. 7.01.* 

On the whole we employ three systems of lighting : direct, indirect, 
and semi-indirect. In the direct system the light is usually distributed 
downwards; in the indirect system the light is reflected upwards against 
the ceiling or a screen and then directed downwards into the room. This 
causes excellent diffusion of light, but the losses by absorption are 
increased. In the semi-indirect system the greater part of light is 
reflected against the ceiling or screen, but a smaller part is transmitted 
* J. G. Clark© and V. H. Maokinney, lUuminMng Engineer^ March 1913, p, 125. 
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through the bowl directly into the room. This system is increasingly 
favoured, as the luminous bowl is very ornamental. 

7.02. GENERAL PRINCIPLES.*- Regular Reflection. For accurate 
re-direction of light regular reflection is essential. It may bo obtained 


Close apfamat black baokg'i'outul. 



Close agaiii&t white backgiound. 

Illustrating apparent bright iies.s of sliade and modification of “glare" (ffect with change of background. 
Fio. 7.01. Mochfication of Ciilare Effott vith Change of Backgiound 


with polished metal or mirrored glass reflectors, the ])rinciples of which 
are illustrated in fig. 7.02, A and B respectively. 

In A the loss of light for polished silver will be about 12 per cent., 
for polished aluminium 38 per cent. In B part of the ray is directly 
reflected, the other jiart travels through the glass to the silvered backing, 



Fig. 7.02. — Regular Reflection from Polished Metal and Mirrored Glass. 


from which it is reflected through the glass again and out along a line 
parallel to the ray reflected directly by the glass surface. Naturally, 
such a reflector will be less efficient than a polished metal one, as the 
absorption by the glass has to be added. On the whole the intensity of 
the reflected ray is about 75 per cent, of the incident light, the actual 
figure depending upon the kind of glass employed. On the other hand, 
such a reflector docs not deteriorate as rapidly as a polished metal one, 
• See also Ward Harrison, General Electric Bevkw, July 1918, p. 484. 
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and it is more easily cleaned. It is therefore often given preference 
over others. 

With regular reflection the redistribution of light can be easily 
determined. The contour of the reflector has to b(* such that it makes 
equal angles with the incident and reflected rays at the point considered. 
If the light rays are to be parallel- as, for instance, for automobile head- 
lights —the contour must be a parabola, with a source as nearly a point 
source as possible in the focus. If we place a point source of light into 
the centre of a hemispherical reflector, the light is reflected on itself so 



Fig. 7.03. — X-ray Reflector. 


that —neglecting absorption — the intensity in the lower hemisphere is 
doubled. 

Mirrored reflectors have the disadvantage of producing brilliant 
images of the light source upon the illuminated area, and thus causing a 
streaky or striated illumination. The striations often disappear by 
fluting the reflector or frosting the lamp, but this causes a loss in the 
control of the light. 

In the system of the National X-Ray Reflector Company, the stria- 
tions are avoided by a combination of spiral and vertical corrugations. 
Such a reflector is shown in fig. 7.03. 

Polished metal and mirrored glass reflectors are chiefly employed for 
search-lights, indirect lighting, automobile head-lights, flood lighting, and 
wherever an accurate control of the light rays is essential. 

7.08. DIFFUSE REFLECTION.- The reflections from semi-matt and 
rough matt surfaces are illustrated in fig. 7.04, A and B respectively, 
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which are .self-explanatory. A sole exam})le of a semi-niatt reflector in 
use is the aluniiniuiiiise(l-st(‘el reflector. To make its reflecting efliciency 
high, care must he taken that cross reflection from one side to the other 
is avoided as much as possible to prevent losses by absor])tion. 



^ B 


Ft(}. 7.04. Hetlectioii from Sonii-Matt and ILmgb Matt Surfaces. 


With a rough matt surface, sucli as blotting-paper, the light is reflect(Ml 
in all directions, so that the shape of reflector has little (‘fleet on th(‘ 
resulting distribution. For instance, tin* latter would be tin* same with 
^ a light at 8 wlmther the sha])e of 

. — the reflector is a a a , or hh b, or 


/ \ 



ccc (fig. 7.05). 

The candle-power per unit 
apparent area is about constant, 
so that the intensity is a maximum 
in a direction perpendicular to tin* 
surface. 

Hough matt surfaces beebnu* 
dirty easily, and are in consequence 
little used. 


Fio. 7.0,7. -The Absence of Effect of the 7.04. PRISMATIC GLASS- 
kShane of a Reflector with a Roimh v.rA-n-EN nr ^ 

Matt Suifaec on Distribution. WARE.-We have seen m para- 

graph 2.02 that glass refracts and 
reflects light. The latter occurs if the angle of incidence is greater than 
the critical angle. For glass with a refractive index of 1-6 the critical 
angle is about 39 degrees. These principles have been employed in the 
design of shades, globes, and reflectors. A. P. Trotter advocated 
the employment of such units as long ago as 1884, but it was not until 
about seventeen years ago that the idea developed, largely due to 
the work of Blondel and Psaroudaki of Paris and the Holophane 
Company in the United States. The principle of total reflection is 
shown in fig. 7.06. The angles of the prism are such that a ray 
which strikes surface he is reflected to oo and out as shown. Each prism 
is thus equivalent to a narrow strip of mirror. By tilting this strip 
the direction of the ray can be accurately controlled, and by giving it 
the proper curvature the desired distribution of light can be procured. 
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bounding ofT the tops permits the traiisiriissioii of a small percentage 
of the light and thereby improves the appearane(‘ of the unit. AVith 
])ro])er design striations are prevented. 

Holophane glassware is made in two main types, one (‘inploying the 



Ku . 7.00. — l^rim-iple of Ori.siuatic Pio. 7.07. Prisms of llolophaiio Sliad<‘H. 

ii(‘flec*tioii. 

])rineiples of refraction and diA’usion, and the other tlu‘ ])rincipl('S of 
reflection. 

Holophane Refractors . — Jf the light is to })e refraeded and diffused tin' 
globe is provided with intiTual and external prisms ac(*ording to fig. 7.07. 
'riie internal prisms difEmse the light. Each ray is broken into two or 



Jh’io. 7.0s. — Part Section .showing Refractor A.sHemhly and 
Action of litjrizuntal Prisms. 

more rays, and as tin' eye in following up the ra}^ is unable to see the 
source of light, the whole globe appears more or less illuminated. This is 
excellently illustrated in fig, 7.08, which shows the action of the ])risms 
of the Holophane Refractor as used for street lighting. 

The external prisms of refracting globes generally have four faces, 
of which one or more pass the light after sim])le refraction, whih* others 
reflect it completely. The reflected ray is then refracted by another 
surface. Fn designing such reflectors, care must be taken that the light 
is not reflected back into the shade, as this would mean a loss of light. 
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Other llolophaiK' diffusing globes, used for interior lighting, are 
illustrated in figs. 7.09 and 7.10. 

Holophane Reflectors.— If the vshade is to act as a refiecdor for directing 
the light in the downward direction, the prisms must bt‘ arranged accord- 
ingly, Reflectors of this type are smooth inside. The outside is formed 



Km. 7.09. — Holophane (Jlobe. b'm. 7.10. — Hol()j)hane Ulobu. 

of rectangular, totally reflecting, vertical 2)risms, on which the light falls 
at angles which are greater than the critical angle. The prisms act in a 
manner that the light is reflected downward, and, depending upon the 
(‘ontour of the reflector, various types of light distribution is obtain(*d, 
from extremely concentrated to extensive. Owing to the relative size 
of the lamp filament, and also due to the apices and valleys of the vertical 



ITa. 7.11. — Holophane Focussing Refiectoi. 


jmsms, sufficient light is transmitted through the reflectors for general 
U})ward illumination, thus avoiding sharp contrasts. 

A Holophane reflector of this tyj)e is shown in fig. 7.11, and its polar 
curve when used in connection with a 100- watt gas- filled lamp in fig. 7.12. 
It will be seen from the latter that the intensity in a downward direction 
has increased from 110 to 640 candles. 

Although the area of the new polar curve is much larger than that of 
the original curve, it must not be assumed that the flux is now greater. 
As a matter of fact the flux is a little smaller than that of the naked lamp 
on account of some absorption of light by the reflector. This can easily 
be tested by finding the mean spherical candle-power for each curve. 
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Oth(T types of reflectors are shown in figs. 7.13 and 7.14, 

The ])o]ar distribution curves for the extensive type reflector (fig. 7.13) 
IS shown in fig. 7.15, and the intensive type (fig 7.14) is sliown in fig. 7.16. 



Photometric Curve 

Lamp alone. — Lamp with Rellector. 

Fig. 7.12. — Focussing Type. 

The reflectors shown so far are symmetrical, ?.e. they show the same 
kind of prisms all round. For street-lighting purposes we may con- 
veniently combine refracting and diffusing prisms, also the refracting 
prisms may be so designed as to concentrate the major part of the light 




Fig. 7.13. — Holojihane Extensive Fig. 7.14, — Holophane Intensive 

Reflectors. Reflectors. 

rays so that a much greater intensity is given longitudinally with relation 
to the street. Such a type of Holophane street refractor is illustrated in 
fig. 7.17. 

The Holophane refractor consists of two members, one of which fits 
smugly within the other and is then clamped together so as to form a single 
unit. The inside surface of the inner piece and the outside surface of the 
outer piece are smooth. The outside surface of the inner piece is designed 
with horizontal refracting prisms to bend downward the top light and to 
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bend upward the excess of downward light, thus increasing the light 
given at angles from 60 to 85 degrees with th(‘ vertical. 

The inside surface of the outer piece is arrangc'd with a series of 



I'hotoinetric Carve. 

Lamp alone. — Lamp with Reflector. 
Fid. 7.15.~ f]xtensive Type. 


I'hotoim tiic ('ui\C‘. 

Limp alone. — Lamp vmUi Redo toi 

Fk;. 7.16. — Int('nsive Type. 


vertical refracting and diffusing ])nsins, whi(*li concent rate* tlie syni- 
inetricai lateral beam into two or four main beams. 




Fkl 7.17.— Holojihaiie 2- Way 811*001 Refract ( ns. 

A complete series of Holophane street refractors are made, which 
consists of the following 

(a) Symmetrical, for wide areas. 

(h) Two-way non-axial (160 degrees), for streets between crossings 
and installed at side of road. 

(c*) Two-way axial (180 degrees), for streets between crossings and 
installed in centre of road. 

(d) Four-way, for four-way street crossings. 
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The dirttribution of the li^ht frojo the 2- way axial ty])e rtdraetor is 
given by figs. 7.1 H and 7.19, The first figure represents the polar dis- 
tribution in a vertical plane. The second figure shows the })]aTi view 
distribution through an 80-degree cone. We s('e that the intensity of 
light is increased in the two directions a])])roxiniately twelve times that of 
the rated candle-pow(T of the bare lamp. 

For the painting or coating of ships at night, and work of a similar 



Kio. 7 . 1 s. \’(‘rlical ( aiull(‘-Pr>wt4’ DiHtrilnition ('iirve. JjoIk's 180 apart Horizontally 


nature', half- watt lam])s with reflectors having face' and bae*k ’’ are' 
large'ly emjileiye'd to-day. 

Another street-lighting fitting with jirismatie* banel re'fraedeir is shown 
in fig. 7.20, whiedi is so elesigne'd that the' maximum inte*nsitv is in a 
direction, 10 de'grees below the horizontal. The unit is thus suitable 



Fia. 7.19. — Plan Candle-Power Distribution Curve. Throu^di an 80” Cone*. 


for lanijis of high candle-power and wide* spacing, and yet jirodueing 
a fairly uniform illumination. A metal refl(‘e*tor prevents light freim 
passing uselessly into the upper hemisphere. 

For many industrial local lighting purj)oso^ it is advisable'- in order 
to avoiel glare - that not only the filament of the lamp but also the' 
prismatic unit is oomjjletely screened from the eyes of the ojierator. 
The reflectors should therefore be sufficiently dee}) and be surrounded with 
a }X)lished metal cover. If the general lighting is adequate, this does not 
produce disturbing cojitrasts. Botli inside and outside surfaces of the 
complete unit are then smooth and easily clearu'd, the ])Tiamatic. unit 
is protected, and the polished metal surface increases the downward 
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Fig 7 23 — Fucusajng Type 
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concentration of the light. Extensive, intensive, and focussing types of 



such reflectors, as manufactured by Holophane Ltd., are shown in figs. 
7/21, 7.22, and 7.23 respectively. 

In place of the metal cover a green oj)al shade is sometimes slipped 
over the prismatic reflector, known under the name of Bank ” unit. 
It is chiefly employed for desk illumination. 



268 ELECTRICAL PHOTOMETRY AND ILLUMINATION. 


For billiard tables the iiietal or o])al cover is often replaced by ^reen 
card board . 

For the ])roduction of a fairly uniform illumination of halls, chun hes, 
and large dwelling-rooms, Holophane reflector bowls ar(‘ frequently 
employed. They consist of two })arts, of which th(‘ upj)er one is reflecting, 
th<' lower one diffusing. They are usually inad(‘ in three types, viz. in 
])lain, stiletto, and crystal executions. 

A reflector bowl giving a highly decorating effect is shown in illustra- 
tion 1 of fig. 7.24. 

If the walls and (‘ciling are to })e fairly w<‘ll illujiiinatf'd, the up])er 
half is also made dilTusing and the ])owl is given the shap(‘ of a sj>her(\ 

For pendants and <‘le(‘troliers the satin-finished Holophane shade 
giv(‘s a beautiful a]>pearance, and is to b(‘ recomnu'nded. 

Prismatic globes are now fre(|uently used for arc lam])s, as their 



hi(}. 7 2,"). — Refraction of Light from a Flame Arc Lamj) by a Rrisniatic Globe. 

efficiency is higher than that of ojial or frosted globes. For strt‘et 
lighting the prisms arc so constructed that the light is mainly directed 
into a region lying between 10 and dO degrees Ix'low the horizontal. 
Such a system is illustrated in fig. 7.25. The diffusion from the jirismatic 
globe is sufficient to allow of the use of an external clear-glass globe. 

To prevent the gases jiroduced by the arc from frosting the globe, 
since they contain fluoric acid, the ventilation of the lani]) must be very 
efficient. The difference between badly and well- ventilated globes is 
shown in figs. 7. 26 and 7.27. The extent to which the degree of uni- 
formity of the illumination is improved by the prism glass is sliown well 
by comparing the accompanying figs. 7.28 and 7.29 which arc self- 
exj)lanatory. 

For luminous arcs, such as the magnetite lain]), it is even better in 
order to make cleaning easier to construct the prismatic refractor of 
two pieces of truncated conical glass, one fitting inside the other, and both 
forming a single unit which is smooth on bojh inside and outside surfaces. 
Excellent ventilation for these lamps is even more essential than for 
flame arcs. 

For fittings carrying gas- filled lamps adequate ventilation must be 
provided, as these lamps produce considerable heat. For totally enclosed 
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show cases, ct(‘., such laiu})s arc inadvisahlc, and even for sliop windows 
ihcv Hiay cause hif»hcr insurance rates. 

Hrabowski's total refh‘<-toi‘ for arc lamps witli inclined carbons is 




7,2(). — A Uudly Wntilatod 
< IIoIh' for Arc Lamps. 


Fio. 7.27.- A Well Ventilated 
(doin' foi Are liainjns. 


shown in fig. 7.30.* It consists of two parts, a large diffusing shade of 
(‘namell(‘d sheet iron and a ring-shapcnl reflector of prism glass. Tlie 
latter ])()ssess(\s three accurately ground spherical surfaces, of which two 
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distance ?.4ETRE5. distance in metres 


Fio. 7.28. — Illumination by Flame Arc I^mps Fia. 7.29 — Illumination by Flame Arc Lamps 
without Prismatic (tlobes. . with Prismatic Globes. 


are totally reflecting. Between 0 and 45 degrees the light is allowed to 
pass through the clear glass globe directly. Light under these angles does 
not cause glare to the eye in its ordinary position, unless it is fixed very 
low down. The metal shade acts diffusingly, while the crystal reflector 
distributes the light by total reflection practically uniformly without 
* Made by Siemens-Schuckert Werke, Berlin ; see also E,T,Z.^ 1910, pp. 11-13. 
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much loss over the whole area to be illuminated. The action of these 
jmsms is clearly indicated in the figure. 

The chief advantage of this ty})e of reftector lies in the small loss of 
light by absorption, since a clear glass globe may be employed, and the 
avcidance of glare, as the rays are mainly directed downwards and there- 
fore do not enter the eye. The system is especially suitable for the 



lighting of high shop windows and for planes of a limited area which 
require a high illumination. 

Flame arcs may also be used with this system, since the glass prisms 
become sufficiently hot to prevent the gases from depositing on them. 

7.05. OPAL GLASSWARE. — Opal glass may be considered to consist 
of clear glass in which fine white particles are held in suspension. There 
are usually two types, dense and light opal. A ray of light which 
strikes such glass is partly reflected, as in the case of a polished metal 
surface, and partly transmitted. The latter part passes on until it strikes 
a white particle or air bubble, whence it is dispersed in all directions. 
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The principle in shown in fig. 7.31. A ray which on its passage does not 
strike a white particle goes out in a line parallel to the original striking 
ray. The filament would be faintly visible in the direction of such a ray. 
In a diffusing opal globe the filament of the illuminant is theridore just 
visible. 

The transmission of opal glass depends on the number of white 
particles in the clear glass. Glass transmitting about 60 per cent, is 
classed as very light, while glass allowing only 10 per cent, to pass is 
(‘-ailed very dense. A totally enclosing globe, although consisting of 
glass with a transmission of only 60 per cent., may nevtTth(*l(\ss have an 
eilicii‘ncy of 80 per cent., as in addition to transmitting 60 per cent, of a 


I 



Fig. 7.31. — Reflection and Transmi.ssion by ()j)al Glass. 

direct ray from the lamp the same point transmits light coming from other 
])arts of the illuminated globe. A common commercial type has usually 
a 40 per cent, transmission; of the remaining 60 per cent,, 10 per cent, is 
reflected directly, 10 per cent, absorbed by the glass, and 40 per cent, 
reflected in all directions. 

Dense opal glass need not necessarily be thick, but a tliin layer of a 
dense mixture may be flashed on ordinary glass, this being known as 
“ flashed opal.” The absorption by this mixture is less than of ordinary 
opal glass with £he same diffusing quality, so that flashed opal is best 
suitable for totally enclosed globes. 

Opal glass possesses the advantages of a smooth surface and is thus 
easily cleaned ; and as the unit appears luminous it adds to its appear- 
ance. For these reasons it is extensively used. 

Opal glass is highly suitable for semi-indirect lighting, employed for 
reducing the brightness of the source so as to make it comparable with 
the surroundings for which purpose the opal must be sufficiently dense. 

Opal glass is headed under various names. Veluria is a light-density 
opal with a velvet surface. When lighted it shows the true pink opal 
fire. It is a blown glass and cannot be pressed. 
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Druid is an o])al of lieavior density than veliiria, with a smooth surface 
and anibei tin^m. It may be }>ressed or blown. 

Sudan is a li(‘a vy-d(msity o]>al and r(^he(*ts a larg(' jau'centaj^o. It is 
white and uniform in t(‘xture and thus highly suitable for indirect 
lighting eib'cts. The glass niay be blown or pressed, usually tlie latter. 

All thes(‘ types may be ornamented by blowing or pressing them in 
moulds with th(‘ decorations cut into them, or by etching the surfaces of 
glass blown to shape in smooth moulds. The moulded decorations 
stand out in high relief, while the etchings are appli(‘d in two ways, relief 
and engraved. The colours are firtMl and unfired, the formtu’ being 
p(‘rmanent. 

A number of o])al reflectors are illustrat(‘d in fig. 7.21. 

\Vlier(‘ cleaning is a])t to b<‘ neglected an<i the c(‘ilings are low, tlu' 
totally enclosing globe is Ix'st of a com* shap(‘, the ajiex lieing downwards 
and the opening ]>ia<M‘d < losr to tln‘ c(‘iling. Dust cannot tlnm colhad 
on tli(‘ glob(‘. 

7.06. PORCELAIN-ENAMELLED REFLECTORS. As regards its 



3 

Fia. 7.32. — Re fleet it>n from i^>reolaiIl -Enamelled Steel. 

o]>tieal character, it may be eousidi'red as a ])lat(‘ of opal glass with 
a ste(‘l bacdcing. The opal must be very dense so that as little light as 
jiossible will jiass througli, in order to avoid loss by absorfition on the 
steel backing. 

Enamels vary eonsiderably in efbeienev, the gn‘y(T it appears the 
greater the absorjition. 

The eharaeteristie distribution of a jioreelain-enamelled surfaee on 
steel is shown in fig. 7.32. 

Reflectors of this type are chiefly employed for industrial yjurposes, 
where robustness, ruggedness, and ]>ermanoney of reflecting surface are 
imjiortant. Both the dome and bowl-sha])ed reflectors are largely used. 
They are illustrated in fig. 7.33, together with an angle reflector, and the 
corresponding polar curves for 750- and 1000- watt gas-filled lamps in fig. 
7.34. If this same reflector is finished in aluminium, as explained in para- 
graph 7.03, the polar curve is completely altered, it becoming of a focuss- 
ing nature. The shadow^s are the softer and the annoyance from glaring 
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reflections are the less, the larger Ihe diameter of the source, other things 
l)(*ing equal. To nialv(‘ sure of avoiding refleitions in j>otished surfaces 
a polished metal ca[) is jilaced over tht* tij) of the lamp. The lower edge 



Aiif?le (\svnuuttru al) 



Angle (Asymmetncal) 
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radial wave refleetor may be used, which gives a fair illumination between 
the lamps and more light underneath them. 

For spacings of 100 to 200 feet, the dome radial wave refle(*tor is more 
suitable, when more light is delivered under an angle of 10 degrees below 




the horizontal through the centre of the lamp. Such a fitting made for a 
central span arrangement is shown in fig. 7.35. For all spacings above 
200 feet the band refractor should be installed in order to obtain a 
fairly uniform illumination. 

The polar curves in fig. 7.35 hold for 100-watt lamps, A referring to a 
20-inch flat radial wave reflector ; B to a 20-inch dome type as illustrated ; 
and C to a 6|-inch prismatic band refractor, 

7.07. DIFFRACTIVE OR FROSTED GLOBES AND SHADES.—The 

characteristic of these is similar to that of a semi-matt surface. The 





Fia 7 37 — Curtis X Ray Pedestal Lamp. 

or aaiid-blasted The filament of the lamp is not visible, and the globe 
does not appear uniformly illuminated, but the light appears to be con- 
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centrated in the centre of it If the hinhnant is a inetal tiJanient lamp, we 
see an apparently cylindrical radiator only sliglitly larger than tlie 
cylinder formed liy the filament. 

Etched glass should be employed to spread the transmission of liglit 
rather than as a reflector. If the frosted surface is not of a very fine 
texture it easily collects dirt, and is difficult to clean. Modern tenden(*y 
])refer8 stijipled or pebbled glass, which has the diffusing characteristics 
of etched glass but is more easily kept (‘lean. 

7.08. MISCELLANEOUS REFLECTORS. 1 he National X-Ray Ue- 
llector (V)mpany have adapted their so-called eye-r(‘st system to ])ortable 



Fio. 7.38. — Room Illuminated with X-Ray Pedestal Lamp. 


lamps. Fig. 7.37 illustrates the adapter for ajx^destal. A switchcord E 
lights three small tungsten lamps I) (10 watts), giving the silk shade a 
deciorative illuminative effect and adapting the lamp for reading jiurposes. 
Switchcord F lights the larger lamp contained within the reflector A, 
which throws the light against the ceiling, thereby illuminating the room. 
As the bottom of A is open, light from G falls on the white disc C, which 
disuses the light and illuminates the shade (not shown) without having 
to run the small lamps D. The next figure, 7.38, shows a sitting-room 
lighted with a portable pedestal lamp. 

For the lighting of shop windows the reflectors must be so constructed 
that they illuminate the goods on show, but not the onlooker. The 
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lamps thmiisolvoa must not be seen, and no lif;ht should be wasted on 
sidewalks, or the coiling of the window, or above the display of the goods 
into the, showroom. 

The above-mentioned company manufactures four types of angle 
reflectors for this purpose, the angle's differing according to the height 
and width of the show window and the height of the display. Thi'y arc 
called scoop, visor, helmet, and })oke-bonnet, of which the scoojj and 




a h 

Fk;. 7.39. -Tiic Sctxtp Anglo Lamp and its J’olar Curvo. 

p()ko-bojiiu‘t arc shown in figs, 7.39 and 7.40 n-spcctivcly, together with 
the corresponding polar curves (se(‘ also paragraph 9.10). 

The number of reflectors required dejiends, of course, upon the illumina- 
tion desired, the goods exposed, and the size of lamps useti. The latter 
are usually of the 00- or 1 00- watt tungsten or gas-filled types, for which 
the spa(;ing is on the average-* scoop, 15 inches ; \ isor, 24 inches ; helmet, 
36 inches ; and poke-bonnet, 24 inches. 

In place of a number of separate reflectors a continuous trough is often 
employed for shop- window or black-board lighting. The troughs are 
constructed on the same principle as reflectors, and a continuous row of 
ordinary lamps may be used, or preferably long tubular lamps consisting 
of a single straight tungsten wire supported in a number of places. The 
lamps or filament are arranged horizontally. The contour of the reflector 
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is such that a fairly uiiifonu illuniiimtion is ])ro(luocd ovor a vt'rti^*al 
surface. 
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FURTHER EXAMPLES OF STREET-LIGHTING FIXTURES. - 

When prismatic refractors are employed for redirecting light rays, the 
resulting distribution depends a great deal upon the position of the 
lamp with regard to the refractor In other words, prismatic globes and 
reflectors have an optical centre, and if the illuminant is only slightly out 
of it the light distri bution varies considerably. Fixtures of this tyjie must 
therefore be constructed for given types of lamps, or the position of the 



Fk*. 7.42. — StiCLt-Lighting Viiit with Stipplod (ilobe and Dome Kiofiautui. 

illuminant must be made adjustable. Fig. 7.41 illustrates the variation 
of light distribution by changing the position of the arc of a 550-watt 
flame arc lamp with a clear outer and dioptric juner globes.* 

On the whole, dioptric globes are expensive and possess a definite 
optical centre. Pearce and Ratcliffe at Manchester obtained good results 
with a partially frosted outer globe, which is inexpensive to produce, the 
degrees of frosting of which may be varied or graded as required. This 
has an optical centre, and shadows under the lamps are (‘lirninated. 

Figs. 7.42 to 7.44 give further illustrations of street-lighting fittings 
* Pearce and ItatcUffe, vol, 1., No. 219, p. 622. 
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with their polar curv(‘s, as manufactured by the General Electric (V)iii- 
j)any and used to a considerable extent in America. 

Fig. 7.12 shows a pendant unit equipped with a Btip])led globe and a 
[)rismatic dome refracitor. With a dome refractor there are no diffusing 
prisms, so that some kind of diffusing globe is advisabh*. A stij)pled 
globe consists of crystal glass pressed in one piece with a stij>j)h*d finish 
on th(‘ inside surface. The unevenness of the surface is suftici(‘nt to 
modify tin* brilliancy of the light. A polar curve of such a lani]) is given 
in fig. 7.43, to which the following ])articulars are added for curve 13 

Lamp clear, volts, 50-5 ; amperes, 6-6 ; watts, 330 ; mean hemispherical 
can(lle“])ower, 622; watts per m.h.s.c.p., 0*53; downward lumens, 3910; 



Fio. 7.43. — Polar (Jiirvt* for Unit of Fig. 7.42. 


downward lumens ])er watt, li*9; jm*an sj)heri(*al ('andle-power, 366; 
watts j>er m.s.c.])., 0-90 ; total lumens, 4580 ; total lumens ])er watt, 13*9 ; 
2 )er cent, total lujuens of lami), 76'5 (6000 lumens for clear lamp alone). 
Curves A, and D hold for 1000, 400, and 250 candle lamps (m.h.s.c.p.). 

An ornamental Novalux unit with an 8- panel diffusing glass globe 
suitable for fOO, 600, or 1000 c.p. incandescent lamj)S is given in fig. 7.44. 
The same fitting may also be used for luminous (magnetite) arcs. Fig. 
7.14, c, shows polar curves for such a unit, the various jmlar curves holding 
for the following arcs : — 

A. 6‘6-ampere long-life electrode and medium diffusing glass. 

B. 5-ampere high-efficiency electrode and medium diffusing glass. 

C. 6- „ long-life 

D. 4- „ high-efficiency ,, ,, „ ,, 

E. 4- „ long-life 

If the light is to be deviated into regions lying between 10 degrees and 
30 degrees to the horizontal, a refractor is added. Such a unit with 
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liolar furveH is shown in fig. 7.45 for 260, 400, and 600 o.i). serifs lamps 
(15, 20, and 20 amperes respectively). 



b 

7.45.— Ornamental M<4valuv Unit with S-Panel »Stii)pled (irlaRs Globe and Dome Refractor. 


7.09. SUMMARY,— Speaking generally of shades and reflectors, it is 
not always possible to obtain the highest efficiency, as the production of 
a decorative and tasteful efiect may be more important. An antique 
chandelier has often been retained on account of its history, although it 
may have been an inconvenient fitting for conversion to electric light. 
It may even be the only one which will suit the general character of the 
room. 
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Wiiercs however, new buildings arc erected there is no reason why the 
lighting shoiild not be carried out on correct scientific lines. At the 
jjrcsent day the variety of fixtures with efficient reflectors and shades is so 
great that the architectural and artistic aspect can easily be satisfied, 
together with an efficient lighting scheme. Even in street lighting a 
decorative effect may often be aimed at with advantage. In a fine 
residential suburb with beautiful houses and gardens, a cheap street- 
lighting })ole and fitting will be out of place. A well and artistically 
lighted business street will even draw customers. So far the decorative 
possibilities of outdoor lighting have been little appreciated. 

Summarising the present situation of the lighting-fixture industry, 
we may state : 

(1) For interior lighting the nature and period of the building is as 
in)[)ortant as the illumination efficiency, and tli(‘ architect should be asked 
to select the fitting. Where it is desired to pr('serv(‘ th(‘ nature of the 
surroundings of an antique room, th(‘. light fitting may be construe. t(‘d to 
resemble the particular period. 

(2) Industrial lighting should always be in the hands of th(‘ illumin- 
ating engineer, whom the architect should consult. 

(3) Where no ])articular architecture is aimed at, any effici(‘nt and 
}>hysiologic.ally correct system may be used if it is adapted to the require- 
ments of the room. In some cases it is advisable to consider the method 
of illumination before the room is actually designed. 

(4) On the whole, utility must be the first consideration; we must 
aim at- the correct illumination from the physical and ]>hysiological 
standpoints; then comes the design, whi<di has to fulfil th(‘ requir(*d 
conditions ; and finally appears the artist, who endeavours to make the 
fixture attrac.tive, without, however, adding a construction whereby 
the fixture loses its character.* 

7.10.- THE PROJECTION OF LIGHT.f—General Considerations.-^ 

In light projection we deal with the redirection of light flux by means of 
suitable optical systems or opaque reflectors, so that it may be utilised 
within sniaU solid angles. The principles arc indicated in the accom- 
panying figures, 7.46 to 7.48. 

In fig, 7.46 we have in the upper part a simple (convex lens with the 
illuminant in the focus. The rays would all be parallel for a point source, 
but for one with physical dimensions a cone of light is proje<5ted with an 
angle of divergence equal to 2j3, depending upon the size of the source, 
the focal length, and the angle a at which the light is emitted. With an 
increase in the diameter of a lens relatively to the focal length, the 
thickness, and thus the absorption, increase rapidly, and the control 

* For further information on the design of Lighting Fixtun^s, see llluinifuithig 
ETUfineeTf March 1915, p. 103. 

f See also “Light Projection; Its Application,” by O. J. Edwards and H. 
Magdaiek, Am, lUvm, Eng, Soc.f 1917, The reader is also referreid to a series of 
articles by Frank A. Benford appearing in the General Electric Review, 1923/1924/1925. 
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becomes limited by t}i(‘ increasing spherical and chromatic aberration. 
To reduce these disadvantages Fresnel built stepped or corrugated lenses, 
consisting in ei?ect of a large convex lens with sections of the glass 
reduced as shown in the lower part of fig. 7.46. By adding concentric 
curved prism rings at the back (not shown) light (knitted in this direction 
may be made us(‘ful for the beam by total reflection and refraction. 

Viewed witliin the beam, the sections of the lens give rise to a series of 




dark rings, as the light striking the risers (horizontal lines) is deflected at 
a large angle from the axis. For reasonabh* effective angles (the solid 
angle subtended by the lens at the focus) the contour may be so adjusted 
as to obtain a good control of the light. 

In fig. 7.47 the light is concentrated by means of opaque rcttectors. 
In the upper part of the figure the reflector has a simple spherical shape. 
Light from a point source in the centre would be rodirectexl u])on itself, 
but with a larger source spreading takes place, and with a source in the 
axis at half the radius rays are reflected with only a small divergence 
from the parallel as long as the effective angle of the mirror is not large. 
Mangin constructed a mirror with the radius of the inner surface less than 
that of the outer, as indicated in the lower part of fig. 7.47. The diver- 
gence of the beam is then kept within narrow limits by means of the 
varying degree of refraction introduced by such a lens, as long as the 
effective angle of the mirror does not exceed 120 degrees. 
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The most effective results are obtained with parabolic mirrors, as for 




Fio. 7.47. — Projoction of with Sphorical llt‘floctors. 



B 

Fig. 7.48. — Projection of Light with Opaque Reflectors. 

a point source all rays from the focus are redirected parallel to the axis. 
If the source has physical dimensions, the beam is spread, the divergence 
being greatest at the axis, decreasing with increasing angle (see fig. 7.48). 
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Within the an^Ie of the cone enjanatin» from the edge of the mirror, the 
beam contains light from all parts of tJie surface, and hence it is only in 
this region that the measured candle-])owor obeys the inverse-square 
law. 

A combination parabolic-spherical reflector with a concentrating lens 
is shown in the lower part of fig. 7.48. 

Tb(‘ brightness of the surface of any system employed is always equal 
to the brightness of the source at the respective angle multi])lied by the 
coefficient of transmission or reflection. The intensity of the beam 
within this range is thus given by the product of the brightness and th(' 
projected area of th(‘ surface, i.e. equal to naH, where a is the radius of 
the surface and i the intrinsic brightness. The multi])lying fa<‘tor of a 
])rojector is therefore approximately given by the ratio of the squares 
of the diameter of the mirror to the diameter of the source, neglecting 
a})sorption. Alterations in the focal lengths and the effective angles do 
not change the results. Tn order to obtain beams of great inttmsities 
it is therefore n(‘cessary to hav(‘ sources with high intrinsic brilliancies. 
Th(‘ accompanying table, 7.01, gives values of ? for some electric sources. 


Table 7.01. -Intrinsic Brilliancies (Edwards and Macdsk^k). 


Source. 

(’andles ]^)er sq, mm. 

(’andles jx^r sq. inch. 

Flame arcs for search -lights 

:m to 540 1(» 1100 

2.">(),()(K) to 350,000 to 700,000 

Pure carbon arcs 

125 to 190 * 

80,000 to 120,000 

Magnetit/e arc . 

02 93 

4,000 ,, 0,000 

Mazda C projection tyi>c . 

14 „ 28 i 

9,000 „ 18,000 

,, 0 1 'cgular 

,5-5 

3500 

,, B C(jri(5entrated 

185 

1200 

,, B regular 

12 

750 


Where it is desired to intercept a relatively large amount of the flux 
produced by the illuminant, as for search-lights, flood -lighting purposes, 
head -lighting, etc., the parabolic mirror is mainly employed, from 30 
to fiO per cent, of the available flux being directed into tlie beam, whereas 
for very accurate control, such as is required for moving- picture display, 
magic-lantern work, etc., lenses are preferable. In the latter case only 
from 5 to 10 per cent, of the available light flux is usefully employed. 

The width of a beam depends upon the effective angle of the system, 
the size of the source, and the focal length. If K be the ratio of the 
diameter of the reflector or lens to the focal length, then the percentage 

1^2 

of solid angle subtended at the focus is expressed by .^r«“r-:;~“100 for 

1 




parabolic reflectors and /()>5 for condensing lenses. 


V44-RV 

♦ vol. Iviii. p. 89. 
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A parallrf beam cannot be ])rodiice(l with a parabolic reflector if the 
Roiir(‘e has physical dini(*nsion, and in the cast‘ of glass mirrors on 
account of the thickness of the glass there is refraction which interferes 
with the parallelism of the beam. But by giving the convex surface a 
curve somewhat different from a parabola, so that the refraction produced 
combines with the effect resulting from the size of the source, a parallel 
beam may be obtained. 

Arc lamps used to be almost solely employed for electric j)rojection 
work, on account of the high intrinsic brilliancy of tlie crater of a direct 
current arc. To-day, focussing iiK'andescent lam]>s have been con- 
structed, and while a lOO-watt 1 10-volt ordinary tungsten lamp filament 
encloses a cylinder 70 millimetres long and in diameter, a similar 
projection type lamp requires only 12 x n.illimetres (gas-filled), and a 
6 volt 108-watt head light lamp filament is <‘ontained in a sjiace of liy 
5 millimetres only. 

If a sourc(‘ IS movcfl out of the focus, we hav<‘ a s|)rcad or contraction : 
tin* former, if tin* illuminant is placed behind the focal [loint ; the latter, 
if ahead of it. In this (‘ase we hav<‘ crossing of rays, so that the beam 
may after all s[)r(*ad considerably. This is often usefully employed. By 
directing the beam on any convenient surface about 100 f(»et distant, and 
moving the illuminant backward and forward until the smallest spot of 
light is obtained on tlie lighted surfa<‘e, maximum beam concentration is 
obtained. 

The character and nature of the surface of the reflector is important. 
Polished nickel has a reflection coefficient of about 51 per cent., aluminium 
02 per cent., and silver 88 per cent. Silvered glass mirrors reflect from 
7t) to 80 per cent, of the light and are usually prefern'd, as they can be 
more easily accurately ground than metal reflectors and do not tarnish 
so easily. Silver dc^teriorates qui(‘kly where air circulates freedy, and 
esjiecially in an atmosphere of salt or fumes from stacks. Nickel and 
aluminium are somewhat bcdter in this respect, and the latter does not 
require rejilating. 

Large glass mirrors, such as are employed for OO-inch search -lights, are, 
however, expensive. The General Electric Gompany of America has 
therefore developed a metal mirror which is less exj)ensive and yet fulfils 
the conditions asked from a glass reflector.* A glass mirror with 
accurate sha])e is employed as a former and silvered on the outside by the 
ordinary mirror- silvering process. When dry it 'S removed and placed in 
a silver-plating solution, where the silveris built up to a thickness of several 
ten-thousandths of an inch. After washing the form is put into a copper- 
plating bath, and copper is deposited on the silver to a thickness of ()*()30 
inch. The mirror is then again washed, dried, and provided with a 
cement backing in the form of a plaster coating to an accurate thickness 
of I inch. When tliis coat is dry and hard the mirror, with back, is 
* General Electric Review^ September 1919, p. 000. 
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removed from the glass and the silver surface is cleaned. No polishing 
is r<‘quir(‘d, as the silver l<*av(‘s the glass with a high degree of polish. To 
})roteet the silver surface from atmospheric (‘onditions it is coated with 
lacquer. To obtain gr(‘ater strength the backing is supported by sheet- 
steel made up in sections and })erf orated in order to allow the plastic 
compound to come through and clinch tightly to the steel. 

The manufacture of glass mirrors consists of mixing and irndting tin* 
glass, pouring and rolling into sheets of the required thickness, (jutting, 
moulding at a temperature of 1350 d(^gre(\s F. (7‘F) (iegr('(‘s (\), annealing, 
grinding, smoothing, ])olishing, silvering, (‘o])per- plating at the jiack, and 
backing. 

The annealing must be very gradual, the mirror being kept for ten 
hours at 1350 degrees F., then coob^d to 900 degrees F. at 10 degrees per 
hour, then to 700 degrees at the rate of 20 degrees per hour, and tlnm at a 
natural rate to room t<‘m [leratun* by opening the kiln door. 

Tlie grinding is accomjilished by a whe(‘l guided by tem|)lates or by 
different forms of la])s. The b(‘st form of grinder and abrasiv(‘ is still 
in doubt. This also ap])lies to the best form of lap for smoothing and 
])olishing. 

The silvering is accomplished by dipping the cleansed glass into the 
silver bath, wher(‘ it is left for two and a half hours. To th(‘ cojiper 
jilating on top of the silv(‘r sev(‘ral coats of paint are applienl. Wire mesh 
is attached wlum th(‘ third or fourth coat is still (][uite tacky, and then a 
spe(‘ial paint of the consistency of juitty is added, which is wat(‘rprool. 
Finally, a good coat of black enamel is a])pli(Hl and the mirror is plac(‘d 
in an oven at a temperature of 202 degrees F. (90 degrees (\) and baked 
for twenty-four hours. 

Beam characteristics for various r(‘lationshi])S Ixdween the diameters 
of jiarabolic r(‘flectors and the focal buigths for point, splierical, and disc 
sources are shown in figs. 7.49, 7.50, and 7.51 respectively.* 

In fig. 7.19 all the rays are ])arallel. As reflector C intercepts far 
more light than either A or B, the intensity of its beam is of course much 
greater and tine inverse S(][uare law does not hold at all. For a point 
source of 1000 candles and 12,570 lumens, a mirror subtending a solid 
angle of 50 per cent, and a reflection coefficient of 75 j)er cent., the flux in 
1 2 570 

the beam would be — — x 0‘5 x 0*75 = 375 lumens, whence the average 
47T 

illumination at any distance (neglecting ab8or})tion by the atmosphere) is 
375 

where S is the cross-section of the beam, 
h 

In fig. 7.50 the source is spherical. The maximum beam intensities 
are the same for all cases, and the same intensity will be directed at all 
angles within which light is received from the entire surface of the 
reflector. This angular spread is determined by the size of the source 

♦ Frank A. Benford, jun., Trans. Am, Ilium . Eng. vob x. j), 005. 
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Figs. 7,49 to 7,51. — Beam Charaoieristica of Parabolic Mirrora. 
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and its angular radius viewed fron) the edge of the mirror. The intensity 
at other angles is ])r(f])()rlional to the area of the mirror eontributing 
light. The intensity varies, for fix(‘d focal length, with tlie square of the 
tangent of onci-fourth the etfective angle ; for fixed angle, as the square 
of the focal length. The axial intensity depends upon the brightness of 
the source, but is not affected by its size. 

These characteristics of the beam apply at distances beyond the point 
at which the rays from the extreme edge of the reflector cross the axis 
(see also fig. 7.48). This ])oint of maxijnum density from whi(‘h the 
inv(*rse square law holds is expressed by 



where R is the radius of the mirror, E the focal length, and r the radius of 
the source in incluvs. The equation for th(‘ axial density or illumination 
beyond this ]K)int is 


E- 


i 7rm\ 

-"SI/” 


tan^ Ja 




ft.- 


7.01 


whence tin' beam candb'qxiwcT 


I,, 7tR2//// . . .7.02 


I is the intensity of the source, s the area of the light source in square 
inches, a the angle nu'asured about the focus, in degrees, L th(‘ distance 
from the focal point to a point in the beam, and the relleidion (*o- 
efii(iient of the jnirror. 


For a disc source the distance from the focus at which the inverse 
square law liegins is 


1 


^0 



! 2r cos a 


7.03 


A wider opening than 180 degrees is not effective, as the projected area 
becomes zero at 90 degrees from the axis. Tliis results in the maximum 
intensity of the b(*am for mirror C to be much smaller than for reflectors 
A and B, as in the equation for 1,^ the effective radius R for is much 
smaller. 

In practice it is convenient to tabulate the so-called utilisation factors 
of parabolic projectors, by means of which the useful flux of the beam 
is r<‘.adily found. Table 7.02 gives such factors for mirrors from 6 to 20 
inches in diameter and various focal lengths. 

Thus an aluminium reflector with a reflection coefficient of 0-62, a 
500- watt gas-filled lamp delivering 7400 lumens, a mirror diameter of 
16 inches with a focal length of 3 inches, delivers usefully into the beam 
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0'f)4 X 0*62 V 7100^2937 lumens from tlie mirror. The actual beam tiux 
is somewhat au^ment(*d by direct li^ht from the source, tiie total ])e)ii<> 
about 3000 lumens. 


Table 7.02. - I^ultsation Factors of Parabolk^ JTn)jErT(>RS 

(Cr E.r.). 





1' 
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ngthn 111 fiu lu‘h 



in 

1. 

U 

- 
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2. 

n- 


3 

5 

6 

0 69 

0-64 

0 rs 

0 r>i 

0-36 

0 28 

0-23 

0*20 

0 08 

i H 

0 so 

0 72 

‘^•70 

0 68 

0*,/. 

0 41 

0*35 

0*31 

0*14 

10 

0 86 

0 S3 

0 80 1 

0 77 

0 61 

0 52 

0 45 

0 41 

0 20 

12 

0 90 

0 88 

0 8.5 

0-83 

0 l>9 

0 61 

0 .54 

0 50 

0 27 

14 

0 93 1 

0 91 

0 89 

0 87 

0 7r> 

0 68 

0 62 ’ 

0 58 

0*33 

16 

0*94 1 

0 93 

0-91 

0*89 

0 80 

0 74 

0-68 

0 64 

0*39 

18 

0*95 

0-91 

0 93 

0 91 

0 83 

' 0 78 

0 73 

0 69 

0*46 

20 

0-96 

0 9o 

0 91 

0 93 

0 86 

0 81 

0 77 

i 

0 74 

0*50 


7.11. SEARCH-LIGHTS.*- The rating of search-lights has l)een 
somewhat erratic. It is frequently expressed as the range,” which is 
the distance at which an object illuminated by th(‘ proj(‘(*tor can lie 
r(‘cognised. This range depends, however, on the transjiarein'y of the 
atmosphere; the dimensions of the object illuminated; tli(‘ colour, 
form, and nature of the surface of this object; the degree of contrast 
with the surroundings, etc. To this must })(‘ added that the b(‘am 
its(‘lf often forms an etfeetive concealment for the target, tin* brighi 
blue-tinted shaft of light forming a kind of curtain in front of the 
object. It will be olivious from this that two search-lights can be 
jiroperly comjiared only if tested under similar conditions on the same 
object. We have also seen that the inverse square law^ holds und(‘r 
certain conditions and at definite distances only. It is therefore best 
to speak of the apparent or equivalent candle-jiower of the lu^am, f c. 
of a source subject to the inverse square law which would give on a 
screen at a specified distance the same illumination as the search-light 
in question. 

To recognise an object by distinguishing coarse details, one reckons 
that in clear weather an approximate illumination of ()'15 to 1*5 foot- 
candles is required, the actdal figure depending largely upon the colour 
of the object and surroundings. The range of a high-intensity flame arc 
6()-inch search-light with ? ==250,000 would then, according to equation 
7.02, vary from L= 43,000 to L — 14,000 feet, if we reckon a total 
utilisation factor of 0-4 (which includes the reflection coefficient of 

♦ See als(» EWtricfian^ 11th April 1919, p. 444, and J.I.JC.E.t Au^ju.st 1920, vol. 
Iviii., No. 294, p. 651. 
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the mirror). The equivalent eanclle-power of tlie beam in this case is 
I;,^EL2%280 X lO^candles. (The mavimum reached to-day is 2(Ki() x 
candles.) 

Sometimes the power of a search-light is ex])r(‘ssed by its mulbij>lying 
power, i.e. by the ratio of the equivalent beam candle-power to that of the 
arc itself. If we employ a ^-inch positive carbon with a crater of about | 

0 * 5^77 

inch, the candle-power of the crater is roughly — x 250,000 =43,750. 

280 X 10^ 

This gives a multiplying factor of — — As, however, not 

only the crater but the arc itself produc(*s light, th(‘ (‘orreid factor 
can lie obtained l)y tests only. 

As a lamp of this tyjie carries 150 amjieres at about 80 volts, or 12 
kilowatts, it will be obvious that under ])rolonged working the eb^ctrodes 
become incandescent along the whole length. Even other working [larts 
liecome red hot (see also paragrajdi 2.22). 

The condition of the atmosjihere has a great influence on the range. 
If the latter is 30,000 feet in verv clear w(‘ather, it will not b(‘ mon' than 
20,000 under average conditions. A slight haze or rain will reduce it 
to 10,000 feet, and in a slight fog or at early dawn it will hardly exceed 
3000 to 5000 feet. The range of a search-light is therefore a very in 
definite thing. 

During the War search-lights were wonderfully im})roved. Not only 
have the beam candle-powers been greatly increased, but the weights 
of the equipments have been reduced considerably. Whereas an old 
60-inch projector weighed uj) to 9000 lbs., the army requirements de- 
manded 60-inch search-lights weighing less than 1000 lbs. Moreover, 
the ])rojectors had to be manufactured at a limited cost in quantiti(*s ; in 
other words, tlie design iiad to be suita])le for rej)ctition work. 

The General Electric (Vimpany of America solved the problem by 
making the mechanism in the form of a cartridge with all the controls 
at tlie rear away from the heat of the arc, and ])roviding an opening in 
the mirror for the insertion of the cartridge. The reader will find a 
com})lete descri})tion of search-light develojmient in the special issue on 
Bearch-lights, General Electric Jievicw, Heptember 1919. A photograjih 
of a high-intensity mechanism is shown in hg, 7.52. In order to get rid 
of the fumes from the flame arc, a flat metal chimney is fixed to the holder 
of the })ositive electrode. Provision is made for the rotation and axial 
feed of the positive electrode. Current is supplied to this electrode by 
means of spring- actuated silver contact brushes, to which connection is 
made by flexible silver conductors of flat section. Between these 
contacts and the crater the electrode is provided with a copper tube with 
cooling flanges. 

The negative electrode possesses axial feed only, otherwise the 
arrangement of contacts and protection is similar. The burning length 
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for tlic negative electrode of inch diameter is 8 inches, for the |-inch 
positive 15 inches, lasting fully one hour. 

In order to be able to start and try the arc without external visible 
evidence, it has been the juactice in enclosed types by arresting the beam 
as it leaves the mirror by means of a suitable shutter mechanism. 
Occultation in tlie oj)en type is best elYected by means of a cylindrical 
shutter, which intercepts th(‘ light between the source and the mirror, 
which serves at the same tinu' as a ventilating dact. The arc itself is 
viewed by means of a S[)ecial optical system, whereby it. can be seen 
exactly as it would appear a few feet farther al)reast of the arc. The 
image is located witbin a few imhes of the eontroUing handles. The 



Fio. 7.52. — High-lntensity Soarch-liglit (U.E.C.). 


arrangemcjit of a lens within a few inches of a sourc(‘ of 12 kilowatts 

of energy is rendered feasible by the relativi'ly low illumination re- 

quired in the image. This allows the use of a very small objective, a 
few millimetres in diameter, which endures conditions that would 
otherwise cause fracture to larger pieces of glass. For short ranges 
the arc may be replaced by the gas-filled focussing lamp. To utilise 
in this case as much light as possible sphere parabolic reflectors are 

employed with a lens in front for redirecting light. The jirinciplc is 

shown in the lower part of fig. 7.48. The accompanying table, 7.03, 
gives further details of search-lights with metal filament concentrated 
filaments.* 

Care must be taken that the filament is jiroporly focussed in these 
reflectors, in order to obtain the maximum beam intensity. 

♦ F. W. Wilcox, Illumimiing Engineer, February i916, p. 68. 
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Table 7.03. — Values with Search-lights employing Metal 
Filament Lamps Uoncentrated Filaments. 
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7,12. HEAD-LIGHTS FOR VEHICLES.- 6-volt or 30-volt incaiidos- 
tMMit f()(Ti.ssing liuiips arc mostly used, in siy.es of 23, 36, 56, 72, and 108 
watts, worked from a dynamo, or a storage battery, or a small turbo- 
generator in ease of locomotives. 

A ])ortable interurban railway type of head-light is illustrated in fig, 
7.53, and its photometric test curve for a 6- volt 12-ampere Mazda lam]), 
and a parabolic mirrored glass reflector of 12 inches diameter and 2^ 
inches fexjus, with readings taken at 300 feet, in fig. 7.54.* 

For tramways the head lamps serve as markers only, and the beam 
candle-power usually does not exceed 15,0(.0 candles, the spread being 
considerable (j8 = 4 to 5 degrees). For suburban and interurban runs, 
however, a higher intensity is required not only for warning, but also to 
illuminate the objects on the track at a sufficient distance to enable the 
car to stoi) before reaching them. For direct current supply the luminous 
(magnetite) arc is especially suitable, a beam candle-power of 400,000 
being possible with a 4-ampere high- efficiency electrode, the spread with a 
* Trmia . Anicr . lUum , Eng . Noc., 1914, p. 918. 
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stepped 12-incli lens being only about 1 degree. With 400,000 candles 
dark objects are visible at about 1000 feet, light objects at 1800 feet, 
which is sufficient, as a heavy express train going at 00 miles an hour can 



from Oerrderof 

Fkis. 7.53 and 7. 54. -Head-light for Trains an 1 its Test (hirve. 

be brought to a standstill with modern brakes over 1300 feet on the level. 

Formulte, giving the distances at which a j)er8on dressed in light (C), 
medium (B), or dark (A) coloured clothes can be picked uj) by incandescent 
head-lights of various beam candle-powers, have been worked out by 
J. L. Minik.* The results are shown in fig. 7.55. 

* General Electric Rexiew, September 1918, p. 632. 
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The principal problem in head-light design is a reflector which will 
give efiective illumination for driving purposes without producing glare. 
But the angle which separates the useful light upon the roadway from 
that which might cause glare is extremely small. The difiiculty is aggra- 
vated by the fact that the position of the plane (say through the axis 
of the reflector) above which glare occurs varies with inequalities in the 
road. For instance, when the car moves up an embankment in the road 
the lamps point upwards, and the light will strike the eyes of pedestrians 
beyond the rise, even if on the level the light is below this plane. 



Idiere are three types of roads which an automobile head-light is to 
illuminate, hirst we have the ordinary country road, where there is 
very little traific and where few obstructions are met by the motorist. 
In this country (South Africa) there are, of course, innumerable gates 
which separate one farm from another, and which in some districts 
average one to the mile. The road is rough and the dnver has to look 
out for ruts, ditches, and cross-drains. He does not require a great deal 
of light, as the speed on these roads is limited. The lighting in this case 
is a simjile matter. A lamp is required which need not carry very far, 
but which should have a fair spread so that immediate surroundings, 
such as ditches and fences, are noticed. The traffic is small, and the 
avoidance of glare is unimportant. 
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The next type of road is the city road, which is independently illumin- 
ated. The lamps here act simply as position markers, and the reflector 
should be so constructed that the beam is a narrow one and does not 
rise above the axis of the lamp. As the speed in cities is also limiti^d, the 
beam need not carry very far, and hence the lamp used need not be of an 
extremely high candle-power. 

The third type of road is the macadamised road, say from one town 
to aixother, or from a town to an outlying residential suburb, on which 
vehicles are constantly moving in both directions, but which are not 
independently lighted. These roads present the real difficulties in the 
head-lighting problem. In years to come they will probably be inde- 
pendently illuminated, thereby increasing the safety iti traffic over 
th(‘’“. 

I the nu'antiiTio ihe j)roblem foi these* roads consists of designing a 
head-light whie-h will enable tlie motorist to see* far and well ah(*ad, to 
obse'fve the* immediate smTounelings, and to pass a vehiele* coming in the 
opposite direction without causing glare to the driver of the latter. 
I'he problem has been tackled in three different ways, but a general 
solution has nob yet been obtained, 

(1) The single fixed system having the high-intensity beam below the 
{)lane passing through the axis of tJie lamp. Tin advantages are an 
(‘xcellent road illumination without glare for other folks and fixed 
lighting conditions. The disadvantages consist of a varying height of 
beam due to road curvature, an absein^e of light on immediati* sur- 
roundings (tel(*graph jjoles, fences, ditches), an absein^e of control over 
any uproad glaring beam, and a limited rang(i of illumination when 
a])i)roaching tin* foot of a hill. 

(2) The controllable system, by means of which the position of the 
beam of light nia}^ be altered. It ])ermits a good ilJumi/iation of the road 
surface at all times, gives warning to a driver approaching a cross-road, 
informs pedestrians of the approach of a car from great distances, and 
gives security to the driver. As the control is, however, left to the 
discretion of the driver, there will surely be some abusi* at one time or 
another. 

(3) The diffusing system, in which the light is cut down and spread 
over a large angle. It reduces the magnitude of the glare, but as the 
reduction in intensity cannot be carried too far, the glare will exist to 
the oncoming pedestrian or vehicle until the <»a^ has been passed, except 
on well-lighted streets. Moreover, the glare appears in all positions 
forward of the car where the background is dark, on account of the 
wide angle beam, whereas the road illumination is low and does not 
reach far. 

Summarising, we may say that the reduction of glare is obtained (1) 
by means of dimming the light by joining resistance in the lamp circuit ; 
(2) by diffusing the light with frosted glass fronts; (3) by cutting off 
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disturbing light either by altering the position of the lamp, or by means 
of a blind over the toj) half of the glass front, or by deep louvres in front 
of the lamp eonfining the beam below the horizontal, or by a cap over the 
top of the lamp bulb. The latter may have a reflecting surface so as to 
reduce the a])sorption ; (4) by redirecting the light with lenses or ])rismatic 
glass fronts ; (5) by a sj)ecial type of reflector involving the use of a sj)lit 
or double reflector having its upx)er and lower halves of different focal 
lengths or shape, or having the foci separated by the filament length; 
(()) by tilting tin* r(‘fleetor mechanically. 

It will be seen from these remarks that the h(‘ad-ligh{ jUohhMU is not 
yet solved, and there is a great difference of oj anion between experts, 
how the problem is to be solv(‘(l satisfactorily.* 

Al a me(ding of tin* London “ Safety Kinst ” (V)mmittee the following 
recommendations wen* made j- : 

((() No j)orti(Hi of the b(*am of light shall fall outside a plane parallel 
to and 12 im hes above the roadway, nn'asured at a distance of 100 feet 
from tin* vehicle. 

(h) Tliere shall be sullicient light to (*nable a ])erson or o)>j(‘ct of 
substantial size* to be distinguislnal at a distance of 100 feet ahead of the 
vehicle. (This probably requires a beam of 500 to 1000 (*aiidIe-])ower if 
dark objects are to be distinguished at the distance s])(*eified. In these 
circumstances tin* illumination, at a distance of 100 feid, would be 
0*05 to 0*1 foot-candle. In obtaining this value the design of the lens 
and reflector is more important than the candl<'-power of the lamp, but a 
suitably designed lamp consuming 10 to 15 watts of electricity, or an 
acetyi<‘iic lanij) consuming f to 1 cubic foot of gas per hour, would 
probably suflic(\) 

(c) The illumination produced on the roadway at a divstanee of lOO 
feet shall not sensibly diminish for a distance of 5 feet on either side of 
the centri' of the beam. 

((/) There shall be sullicient side illumination to rev(‘al any jxTSon, 
vehicle, or substantial object, on either sid<‘ of the vehicle or 10 feet ahead 
of it. 

Similar regulations Iiavc been sugg(*8ted by a (hmmittee of the 
Illuminating Engiiu'cring Society in the United States, the summary 
l)(‘ing as follows : 

Nature of Beam. - No h(*ad-]ight should be permitted such that the 
r(‘tiected or beam light is projected above a plane 42 inches above the 
road and parallel to it, measured 100 feet ahead of the vehicle. No 
limitation is imposed to the lateral spread of the beam ])rovided it is kept 
below this level. 

Scattered Light. — No light is tolerated which at 5 feet above the road 

* 8ec5 also (hneral Electric Revieu\ March 1917, p. 246. 

t Hluminnthig Engineer, June 1918, j). 165 ; ibid,, September 1918, p. 209 ; ibid., 
April 1920, p. 114. 



SHADES, GLOBES, AND REFLECTORS. 


299 

surface is more than a certain candle-power. The practical limit is of 
the order of 100 to 500 c.j)., 1 degree above the horizontal or 5 feet above 
road level at 150 feet distance. The exact limit is left for further 
consideration. 

Minimum Road Illumination and Width of Beam.- No driving is to be 
])erinitted where th(5 road illumination is less than O-OOl foot-candlcvS. 
The normal illumination provided at distances from 50 to 100 feet aln^ad 
of the vehicle should not be less than 10 feet in width U[)on th(‘ road 
surface. No regulation regarding the colour of head-lights is suggested. 

In some cars the main reflectors contain two lain])s, ol which one, the 
larger one, is ])laced in the focus, being ordinarily us(‘('> [ >r lighting. In 
addition there is a small lamp abov(‘ the larger on(‘ which throws its light 
larg('ly downwards, so that glare is e voided. In \vell-i]liiminat(‘d towns 
the light from these small lamps is sullieienl, and they ar(‘ also found 
<*()nvenient when vchi(*les ap])roafh from ojiposite din'cdions. Light 
from the larger fo('USS(‘d lamps would blind a driver (tossing from the 
opposite direction for about thirty seconds, and during that time ac(‘id(‘nts 
might happen. The double-lamp reliector is thus a decided imiirovinnent. 

In addition there is sometimes an adjustable spotting ” lain]) fitt(‘d 
to the wind screen, in a convenient ])osition for the driver, enabling 
him to investigate the immediate surroundings and rises in the road, as 
the lain]) (;an be tilted in any diiection. 

In ])lace of the double-lamj) reflector two filaments in a singh‘ bulb 
have been tried, one in the focu^ of the reflector, the other above. Tin* 
burning out of one filament makes the whole lamj) useless. 

7.13. FLOOD-LIGHTING PROJECTORS. The ]>ioje(tors employed 
ar(‘ jiarabolic, and they consist (‘ith<*r of higJily ])oljsh(‘d aluminium, or of 
silver-plated glass. The silver plating is usually sealed by a heavy 
coating of coiijier, which acts as a protector and assists in radiating the 
heat from the lamt>. 

When a projector is trained p(‘rpendi(;ularly upon a surface, the area 
illuminated is a circle ; if not ]>erpendicularly, an ellijise. It is usually 
best to let the light fall on the surface from two different angles in order 
to minimise shadows, which might be thrown by jirotrusions such as 
ledges, cornices, pillars, etc., which would ha])pen if the light came from 
one direction only. Light thrown 2)erpendicularly upon a surface tends 
to produce spots of light rather than uniform illumination. 

Spectacular effects may be obtained by the use of colour screens with 
flood -lighting projectors. In mixing light, the three primary colours are 
red, blue, and green (not red, blue, and yellow, as is the c,ase witli pig- 
ments), which should be as pure as possible. Coloured gelatine sheets 
are usually employed. ' 

The projectors should always be so placed that the light does not enter 
the eyes of pedestrians. For this reason buildings along streets arc not 
illuminated below 15 feet above the footpaths. 
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For pageant lighting the projectors may be mounted in two or three 
groups at the rear and sides of the grandstand. 

The area (ellipse) to be illuminated from a single projector is expressed 
as follows (see also fig. 7.56) : — 


Area — S— -Jj B, 
4 


where 


Kecentritity ^e — 


L ^J){tan (a I 1^) tan (a i/3)}. 
sin a 


<•08 1 ^’ 


B -LVJ 

K = D see a. 

For a circle L— B, c -o, Ji D. 



Piu. 7.56. — Aica lUiunjiiated by a Flood-Light Projector. 


7.14, LIGHTHOUSES. I he} are not enijiloyed for illumination, but 
for orientation purposes only, Ltms systems with accurate control are 
now almost universally used. The primary requisites are reliability, 
simplicity, and a low cost of operation. 

The majority of lighthouses are still equipped with oil-lamps, as 
electric plant would require skilled labour and be therefore expensive. 
J^ut some more important lighthouses, and those on large vessels, where 
high-intensity beams are essential, arc fitted with electric lamps. 

The lens systems are divided into orders, according to their focal 
lengths, commencing with the sixth order for a focal length of 6 inches, 
and finishing with the first order at 36 inches. For fixed beams the 
lenses are cylindrical in form about a vertical axis. Such a lens is shown 
in fig. 7.57. Usually the central dioptric part covers an angle at the 
source of 60 degrees and contributes about 60 per cent, of the light. The 
lower prisms cover about 20 degrees and furnish 10 per cent, of the 
beam hght. They are catadioptric, acting by both refraction and total 
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refleotion. The u])]>or priHitia art similarly, Imt cover 50 degrees and give 
30 per cent, of the light The latter issues as a belt of narrow vertical 
divergen(‘e. 

A lens with a horizontal axis is illustrated in fig. 7.58, in which both 
vertical and horizontal concentration is se(‘ured, resulting in a very 
narrow but intense cone. Two such heinivspherical lenses may be used, 
known as the bi- valve lens, giving high -intensity beams at 180 degrees. 
They may be utilised rotating about the source to produce intense 



Fkj. 7 r>7. Foil! til Onlci Six Panel Fixed I^i^ns. 

flashing effects. By altering the design any desin^d sequence of flashing 
witli controll<‘d pi'riod of flash and interval may be obtained. 

The visibility of a jioint source is pro])ortional to the candle-])ower and 
inversely proportional to the square of the distance, but independtmt of 
the brightness for sources subtending an arc of less than two minutes. 
The range in miles may be exjiresscd by 

11-=- 1 -53^/1 for white light in deer weather, 

1-09^1 .. ,, rainy 

— 1*63 v^I „ green „ clear 

in which I is the candle-power. 

7.15. LIGHT SIGNALS.— Electric lamps are coming more and more 
into use in semaphore signals, having been found more satisfactory than 
arms. On the Chicago-Milwaukee-St Paul Railway three signals, retl, 
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green, and white, are aligned vertieally. Behind each lens are two 
lamps, one operating at a low efiieieney to jirevent failure of the signal. 
The normal daylight range is 3000 feet, and ev(‘ii wh(*n opfiosed to 
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direet sunlight not h*ss than 2000 feet. It is stated that they are 
mor(‘ easily seen than semajdiore iirms, and two to t]m‘e times as far 
in snowstorms. 

7.16. PROJECTION OF TRANSPARENCIES.- Magic Lantern.- The 

elements of the o})tieal system for lantern-slide work are shown in fig. 
7.59, Until a few years ago are lanijjs were almost exelusively used 
where an electric supply was available. The direct-current arc was 
somewhat tilted until the direction of the maximum candle-power 
coincided with the axis of the system. 

Tlie condenser reduces the flux of light on account of absorption 
but little. It directs a converging beam through the lantern slide into 
the objective lens, the focal length of which is determined by the distance 
to the screen and the size of the picture desired. Focussing for different 
distances of the pic.ture is accomjilished by moving the objective lens 
relatively to the slide. To obtain a uniform illumination over the whole 
picture it is necessary that from any point in it a view through the 
objective lens and slide-holder discloses condenser surface covering the 
entire area. The slide-holder has to be placed close to the condenser in 
order to limit the size of the latter. The dimensions of the slide-holder 
opening are usually 3x3| inches, and in order that the whole opening 
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receiveH proper ilhuiiinatiofi the beam of light miiHt have a diameter 
somewhat larger than tlie diagonal of the opening. This means that the 
ehieieney is low, but it is somewhat improv(*d by jdaeing a splnnieal 
mirror at the back of the source, as indicated in fig. 7.f59. 

The arc has the disadvantage of unsteadiness, and it is only by 
constant manipulation possible to keep the light source in the best 
position. This applies even largely to lamjis with automatic fi^'ding 



I 



Screen * 


mechanisms. In addition the colour of th(‘ light is nearer the violet 
(‘lid of the S 2 )ectrum, to which the (‘y(‘ is less sensitive than to a more 
yellow light as given liy a tungstcm lamj). Tliis means that tlie illumina- 
tion with arc. lamps must be about 25 jier cent, larger than with in- 
candescent lamps. To-day the focussing type of gas-hlU^l incand(‘scent 
lamp is coming more and more into use. 

The condensers, consisting of two ])lano-c()nv(‘X lenses, hav(‘ usually 
a diameter of inclies, and from 6.J to J 1 inch(*s focus. The (‘lectrodes 
used in the electric arcs are from | to | inch in diaim^tin, carrying from 
1 to 25 amp(*r(‘S. 

7.17. MOTION-PICTURE WORK.- The optical system is shown in 
fig. 7. GO. The intensity reipiirements are far more severe than for 



lantern-slide work, so that a higli intrinsic brilliancy is essential. The 
aperture of the jilate through wliich the filn^ is fed has an area of 
()'(380 X 0*906 inch, which makes it essential to place it far forward into 
the narrow part of the beam. The losses are increased by the necessity 
of employing a shutter, or sectored disc, in order to cut off the light 
during the shifting of the film, which occurs about IG times a second. 
To jirevent flickering a two- or three- wing shutter is provided, so that the 
light is shut ofi 32 or 48 times per second. 

On the whole, pure carbon arc lamps have been chiefly employivl, 
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carrying from 40 to 1 10 amperes, with electrodes from | to 1 inch (13 to 25 
millimetres) in diameter for the positives, and ^ to ^ inch (7 to 22 milli- 
metres) for the negatives. Alternating currents are not as good as direct 
currents, as no distinctive crater is formed and as stroboscopic effects 
must be avoided. A three- wing shutter with a frequency of 48 will give 
rise to such effects on a 50-cycle supply. 

Since the advent of the focussing type of incandescent lamp the arc 
lam 2) is gradually being disjdaced on account of its disadvantages. By 
ov(‘rrunning a gas-filled tungsten lamp so as to reduce its life to about 
KK) hours the intrinsic brilliancy can be increased to 22,000 j)er square 
inch (31 ])er square millimetre). The distribution of the light from such 



Fi(J. 7 (»1.“ TncandeKceiit T^amp (Mazda) foi Motion -Picture Work. 

a lamp, taking 30 amperes at 25 volts, which is illustrated in fig. 7.01, is 
shown in the same figure. To increase the useful light flux, the focal 
length of the lens has to be considerably reduced. The two idano-oonvex 
condensers of the arc lamj) are rejdaced by a corrugated condenser, in order 
to reduce tlie thickness so as to make a short focus possible, and to break 
U}> the image of the filament which would be projected by a plano-convex 
condens(‘r. For arc lamps this is unnecessary, as the crater of the arc is 
homogeneously luminant. The corrugations of the lens break up the 
image. A 8i)herical mirror is again placed at the back of the source, and 
the Arrangement should be such that the reflections of the filaments fall 
into the space between the filaments, as shown in fig. 7.62. Complete 
dimensions of lamp, spherical mirror, and corrugated condenser are given 
in fig. 7.63, which is self-explanatory. The utilisation of the light flux 
for such a system is indicated in fig. 7.64. - As an overrun lamp may fail 
at any instant, two lamps are placed into one housing, and by a simple 
lever movement the burpt-out lamp is replaced. With a 760-watt lamp 
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Fig. 7.63. — DimenaionB nf Optical System (Mazala) ff»r Motion-Picture Work. 



fjQ, 7.64, — Eflftoiency Chart for Motion-Picture Work with Mazda Ijamfw. 
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a 12- to lO-feet square ])irture at a distance of 100 feet gives excellent 
results. The illumination is more jileasing and steadier than with arc 
lamps, and less costly to run in spite of the shT)rt life of the lamps. There 
is no carbon dust, and hence less wear and tear of films and mechanism. 

Great ]>rogress has })(‘en made during the last few years in the pro' 
duction of ])ortable cinema outfits, to ensure lightness, safety against 
fin‘, etc.* 

7.18. SPECIAL LAMP FITTINGS. In powder and munition stores, 
and wherever there is the dang«‘r of explosions, th(‘ mains must not be 



Fig. 7.05. - Fitting for Munition Fig. 7.()(). Fitting for Munition 

Store. Stole. 

laid on in the rooms themselv(‘s, but ujion the external walls, where they 
can lie easily ins}M‘cted. Fittings suitable in such cases are illustrated 
in figs. 7.05 and 7.fi0. 

In fig. 7.05 the system (‘onsists of an iron box lined with asbestos, 
which contains the lamp and shade. The angle at whi(‘h the ])ox is 
fixed dejiends upon the direction in which the light is required. 

In ])laces where acid vapours are jiresent the arrangement of fig. 7.GG 
is preferred. Ventilation is obtained by means of a steel tube, which also 
carries the leads. On the inside the fitting is covered with glass, which can 
be removed for exchanging the lamp.f 

See also Illuminating Engineer^ .lime 1920, ]>. 179, and A, E. O. Mitteihmgen, 
August 1920, p. 94. 

•f Electrical Worlds 1921, p. 268. 
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ILLUMINATING ENGINEERING. 

8,01. EFFICIENCIES OF ILLUMINANTS.--Tiie (‘frudonrios of jriodorn 
illuininaiits hav<‘ iiioroaHed woiKlerfully tln^ j)rodu(jtioTi of Edison's 

<*arl)on Janip in ]S8I, and wln*r(as the latter (‘onsuniod 5*8 watts per 
rated inaxiinuni eandle- power, to-day we obtain 2 candles per watt. 
From a eommereial standpoint the improvement is, liowever, not nearly 
so favourable, as the pnces of fuel liave also ristm enormously. Further 
progress is thendore (iesirabb% and the question arises, Wliat are the 
extreme values of lumim.us etfieieneies possible for monochromatic light, 
w}ut(‘ light, and black-body radiation ? Efficiency h(Te means tlie ratio 
of the out))ut of luminous liux measured in lumens (or watts) to th(‘ in])ut 
in watts supplied to the lamp. As, according to lv(‘s, a watt of luminous 
flux represents 629 lumens, the maximum efficieinw in lumens per watt 
is expressed by this figure. 

Froju fig. 3.04 it follows that we would obtain the most favourable 
results if all energy conducted to a lamp could b(‘ radiated as light for a 
wave-length of 54*5 x centimetres. The output of such a lamp might 
be considered the maximum theoretically obtainable, having an efficiemy 
of 100 per cent., and producing 629 lumens per watt. 

If all the energy sup})lied to a lamp were radiated within the visible 
spectrum, and distributed so as to produce white light, we should obtain 
about 240 lumens per watt. Table 8.01 gives values for other illuminants, 
and the corresponding efficiencies. 

Further, for mercury va}>our lamps it must be stated that with 
ballast resistances and diffusing globes the efficiencies are not more than 
50 per cent, of those given in the table. 

Although with modern high prices of fuel the efficiency of illuminants 
is of primary importance, there are other factbjs which are essential for 
satisfactory illumination, such as steadiness of light, absence of glare, 
quality of colour, size of unit as determining uniformity and diffusion of 
illumination, cost of maintenance and renewal, characteristic of circuit, 
settling the amount and cost of station apparatus, etc. Some defects 
may be overcome by the sacrifice of efficiency. Glare may be avoided by 
employing proper shades and globes; higher cost of maintenance may 
be more than counterbalanced by a lower cost for power. 
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Table 8.01. — Eelative Values of Luminous Epftotencies. 




Relative Values of 

Sources. 

Values Luminous 

LuruinouH Etticiencies 
in Terms of that 

Ltfi<‘ieneit‘H in 
Lumens imu Watt. 

of Monoohromatie 
Radiation at Wave- 
Ix'ngth 54-5 "h 1 O'"® cm. 


Monochromatic light, A -54 ^) 10“®ein. 

029 

too iMT cent. 

White light of maximum ettieieney 

240 

:{K „ 

Black-body radiation at 5000 f)0(io U. 

125 

20 „ 

Quartz -mercury vapour are 

.50 t>0 

80 9 0 

Iniminous Dami* are .... 

to 00 

0 4 90 „ 

CllasB mercury are .... 

12 2t 

1-9 ;v8 

Gas-tilled tungsten lamp . 

l(i 

2-5 „ 

D.C. ojxm arc ..... 

10 

2 5 „ 

Vacuum tungsten lamp 

10 

10 „ 

Nernst lamp ..... 

5 

08 „ 

(Vtrbon lamp ..... 

.H 

0-48 „ 


The values given an*, nf eniirse, very approxinuiti* nnly. 


Table 8.01 is not altogetlior re])resentativ(‘ as regards the eflieien(*ies 
stated. It is based on pliotoinetric tests in the laboratory, and the results 
do not always work out the sanu* in ])raetiee. Wliat W(* hav(‘ to consider 
is the flux made useful, and one lamp with a lower (dlicieney ])ut a more 

Table 8.02. Relative Effk'Iencues of Illujvunants (Stetnmetz). 



Available* 
Mean 8pb. 

C.-}). jKT 

Watt. 

(StnH'i 
Tiigliting.) 
10" G..]). 
]M*r Watt . 

Available 
Mean 8ph. 
(J.-p. 

IM watt [ler h. c.-p. carbon tilament 

0-21 

0*4 

Any 

2-5 watt jjer h. e.-p. gem tilament . 

()-2() 

0 5 

Any 

450-watt 0*6-ainp. series enclosefl a.-e. carbon are 

0-39 

0*5 

175 

Nitrogen Moore tube ..... 

0-45 



480- watt O O-ainp. series enidosed d.-e. earlxm an* 

002 

1*9 

300 

1 watt per h. c.-p. Mazda lamp 

5(K)-watt d.-c. “ intensitied ” carbon arc . 

0t)4 

1*25 

Any 

0-78 


. . 

4-amp. 300“ watt d.-c. standard magnetite are . 

10 

2 2 

3()0 

Neon Moore tulx? ...... 

M 



0*5 watt per c.-p. gos-filled Mazda lamp . 

1*28 

2* .5 

above 350 

4-amp, 300-watt d.-o. special magnetite arc 

1*4 

3*0 

(420) 

0*0-amp. 500-watt d.-c. standard magnetite arc 

1*5 

3*2 

750 

Mercury lamp in glass tulx^. b(*8t values . 

1*55 



0»6-amp. 500-watt d.-c. special magnetite arc . 

1*7 

3*0 

850 

220-watt a.-c. titanium are .... 

1*9 

4*0 

420 

300-watt yellow flame arc, best values 

1*95 

4*0 

[585] 

500-watt white flame arc, best values 

1*95 

4*0 

[9751 

Mercury lamp in quartz tube, best values 

2*0 


Experimental 350-watt a.-c. titanium arc 

2*7 

5*4 

(950) 

Melting tungsten in vacuum .... 
500-watt yeuow Bame arc, best values 

2*88 


31 

6*2 

[15501 

Experimental 600- watt a.-q. titanium arc 

3*6 

7*0 

(1800) 

Titanium arc, best values (high power) . 

5*2 

• ' I 

• • 
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efficient reflector than another may yet he the more economical type. 
Again, one tyi)e of lamp may be supplied more easily with the corrt^ct 
shade or reflector than another. For interior illumination the flux is 
c-hiefly required in a downward direction, whereas in street lighting— in 
order to obtain a fairly uniform illumination — the light flux is mainly 
desired in a direction at an angle of 10 degrees below the horizontal. 
Illumination may depend largely on the flux radiated in one hemisjdiere, 
and where this is the case it is im])OTtant that the consumption per mean 
himiispherical candle-power is low. Table 8.(^2 gives values of the 
efliciencies of (‘ommercial units. The available mean spherical candle- 
power ])er watt is obtained by assuming a reduction of 20 ])er cent, for 
the iM'flector of incandescent lamps, 22 j>er C(*nt. for arc lam])s. 

This table does not take into account the sizes of lamps. On the 
wbole^ the larger the lamj) the lower is the specific. consumj)tion. 
Helativ(‘ efliciencies of various candle-power illuminants are given in 
Table 8.03. 


Table 8.03. Relative Efficiencies of Vahtous Uandle- Rower 

1 L I.C M 1 N A NTS (St E 1 N M El'Z ) . 


M.s.c.-I’. 

.JtM) 


loo M.s.( 


aOt) Al.S.t 


1000 M.S. 

A-I’. 


\^ .itts. 

'1 Vpf. 

\\ 

'1 \ i»(‘. 

Watts 

T.M)c. 

W^^tts 

'I'.Vl'C. 

W alls 

A.( '. c.nbon 

lilt) 

\,( (Mrt)oii 


M.izd.!. 

t.*J0 

Standard 

ninf^netite. 

100 

(i as- tilled 
Mazda, 

7H0 

!).('. caihoii 

.‘IHO 

D.C, < jilxm 

IHO 

Standard 

TnapiiotitC'. 


(Jas-niled 

Mazda. 

31)0 

Standard 

nia/j'iietite. 

700 

Miizdii 

:;i(» 


d7() 

(tus-lilled 

Ma/ida. 

;uo 

Si>ecinl 

maKiiidile. 

i{r>o 

Special 

inaK’Mctile. 

5.50 



MiUid.inl 

lit'. 

:ioo 

Special 

inajiiu'titc. 

LMIO 

W Into llaine 

JIJC. 

350 

White flanu' 
arc. 

520 



itc. 

2r*o 

TitHiuum 
.11 c. 

210 

('Unw llarne 
arc. 

2 HO 

\ellow Ha me 
arc. 

100 







I’ltamuin 

me. 

250 

'L’ltaniurn 

ai'C. 

300 


Although larg(‘ lamps, such as the quartz-mercury vapour lamp or the 
flaiiK' arc lamp, may be th<‘ most economical illuminants, they cannot 
always be em ployed, as they are too large for giving a more or less uniform 
illumination. On the other hand, gas-filled lamps may now be had in all 
sizes for low voltages, and even from 20 watts upwards for voltages as high 
as 250. But though the term half- watt is somewhat misleading for these 
lamps (see Table G.02), they ar<‘ a great im jirovenient upon the old 3*5- watt 
per candle carbon lamp, so that in spite of the increased cost for fuel and 
labour, and the consequent rise in the cost of electricity, there is to-day 
no need from the standpoint of cost to instal inadequate and unsatis- 
factory illumination. 

8 . 02 . QUANTITY OF LIGHT REQUIRED.~~-This question has b(*en 
considered in a general way in j)aragraph 3.02, where the physiological 
aspects were reviewed. The tendency during the last few years has been 
a very much marked increase in the illumination of all places where work 
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is being done. The following table, 8.04, gives the illuminations for 
industrial work as aecepted by the American Engineering Standards 
(^ommittee. 

Table 8.04. -Approximate Foot-I^andlks in (Iood LioiinNti 
Practke on the Space or at the Work.* 

•A TO I FOOT-CANDLES (J to 2J nietre-candlcs) 

Roadmujs and Yard Thorovfjhfares. 

1 TO 2 FOOT-(*ANI)]jES ( 10 lo 20 an(JI(‘s) 

Hfora(je Spares : aisles and passageways in work-rooms, (‘xe(‘pting <‘xits 
and passages heading tluTeto. 

2 TO 5 KOOT-(’ANI)LFS (20 to 50 metie caiidJrs) 

And'itonuins and Assemhlj/ Rooms. 

Assemhhmj : rough. 

Boilers, Enpine Roonos, and Power Houses : boiliTS, coal and ash hand- 
lings, storage- battery rooms, auxiliary <‘quipment, oil switches, and 
transformers. 

Chemical Works : hand furnaces, boiling tanks, stationary driers, station- 
ary or gravity crystallising, mechanical furnaces, generators’ and 
stills, inechanical driers, evaporators, filtration, mechanical crystal- 
lising, bleaching. 

Clay Products: grinding, filter presses, kiln rooms, moulding, i)ressing, 
cleaning, and trimming 

Eleoator, Cars and Landings (freight and jiassenger). 

Forge Shops and Welding : rough forging. 

Foundries : charging floor, tumbling, cleaning, inuring, and shaking out. 
Glass Works : mix and furnace rooms, casting. 

Hallways : stairways, exits, and passages leading thereto. 

Leather Manufacturing : vats, cleaning, tanning, and stretching. 

Locker Rooms. 

Meat Packing : slaughtering. 

Machine Shops : rough bench and machine work and rough assembling. 
Milling and Grain Foods : cleaning, grinding, or rolling. 

Packing : rough. 

Paint Shops : dripping, spraying, firing. 

Paper Manufacturing : beaters, machine grinding. 

Plating. 

Receiving and Shipping. 

Soap Manufacturing : kettle houses, cutting, soap chip and powder. 

Steel and Iron Mills : charging and casting floors, muck and heavy 
rolling, shearing, rough by gage, pickling and cleaning, soaking pits, 
and reheating furnaces. 

♦ “ Code of Lighting,” Amer. Ilium. Eng, Soc., 1922. 
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Store Rooms and Stock Rooms : rough. 

Tejrtile Mills : (('ottoii) opening and lap])ing, rarding, (irawing-franio, 
roving, dyeing; (Woollen) carding, picking, washing, and combing, 

Toilet and Wash Rooms. 

Woodworking : rough sawing and rough bench work. 

5 TO 10 F()()T-('ANi)LKS (50 to 100 metre -fanrilch). 

Assemhliiuf : medium, fine. 

Chemical Works: tanks for cooking, extractors, ])ercolators, iiitrators, 
electrolytic cells. 

Clay Products : enamelling ; colouring and glazing. 

Cloth Prodmis : light goods. 

Electric M anafactnriyiy : storage battery, »n(>niding of grids, coil and 
armature winding, mica working, insulating jirocesses. 

Enijine Rooms and Power Iloascs : switch-boards, engimvs, generators, 
blowers, compressors. 

Fonje Shops and Weld my • fine forging and wedding. 

Fonndnes : fine moulding and core* making, 

(Hass Works : grinding, glass-blowing machines, cutting, ])r(‘ssing, 
knitting, sorting, stitching, trimming, and inspecting. 

Hat M an uf act army : dyeing, stiffening, braiding, cleaning and refining, 
forming, sizing, pouncing, flanging, finishing, and ironing ; sewing : 
light goods. 

Ice Making : engine and compr(*ssor rooms. 

1 ns pectiny : rough, medium. 

Leather Manufaduriny : cutting, fleshing, and stuhing, finishing and 
scarfing. 

Leather Workiny : ])ressjng and winding, grading, matching, cutting, 
scarfing ; sewing : light goods. 

Machine Shops : medium bench and machine work, ordinary automatic 
machines, rough grinding, medium bulling and polishing. 

Meat Packimj : cleaning, cutting, cooking, grinding, canning, and 
packing, 

Milliny and Grain Foods : baking, roasting. 

OJfice : private, general. 

Packiny : medium, fine. 

Paint Shops : rubbing, ordinary hand-painting and finishing, fine hand- 
painting and finishing. 

Paper Manufacturing : calendering, finishing, cutting, and trimming. 

Polishing and Burnishing. 

Printing Industries : mattixing and casting, miscellaneous machines, 
presses ; proof-reading, lithographing, electrotyping. 

Rubber Manufacturing and Products : calenders, compounding mills, 
fabric preparation, stock cutting, tubing machines, solid-tyre 
operations, mechanical goods building, vulcanising, bead building, 
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pneiimati(5 tyre building and finishing, inner-tube operation, mechani- 
cal goods trimming, treading. 

School : class-room, study-room, library. 

Sheet Metal Works : miscellaneous machines, bench work ; punches, 
])resscs, shears, stamps, welders, spinning. 

Shoe M anufacturiny : hand-turning, miscellaneous bench and machine 
work ; inspecting and sorting raw material, cutting, lasting, and 
welding : light goods. 

Soap Manufacturing : stamping, wrapping, and packing, filling and 
packing powder. 

Steel and Iron Mills : bar, sheet, and wire ])roducts ; automatic machines, 
rod, light, and cold rolling, wire drawing, shearing, fine by line. 

Store Rooms and Stock Rooms : medium, fine. 

Structural Steel Fabrication. 

Textile Mills : (Cotton) spooling, spinning, drawing in, warping, weaving, 
quilling, inspecting, knitting, slashing ; (Silk) winding, throwing, 
dyeing, quilling, warping, weaving, ar^l finishing ; (Woollen) 
twisting and dyeing ; drawing in, wai^ping ; weaving ; knitting 
machines : light goods. 

Wood Working : sizing, planing, standing, machim* and beiKih work, 
gluing, veneering, cooperage, finisl^ing. 

10 TO 20 FOOT-(ANJ)LE8 AND ABOVE 
(100 to 200 iiiet^-candlcs and above). 

Assembling : extra fine. 

Cloth Products : dark goods. 

Glass ; glass cutting (cut glass), inspecting fine. 

Glove Manujachiring : dark goods : sorting, stitching, trimming, and 
inspecting. 

Hat Manufacture : sewing: dark goods. 

Inspecting : fine. 

Jewellery and Watch Mt nfeudaring : engraving, stone setting, fine 
reiiairing. g 

Leather Working: grading matching, cutting, scarfing; sewing: dark 
goods. 

Machine Shops : fine bench and machine work, fine automatic machines, 
fine grinding, fine bulfing and polishing. 

Office : drafting-room. 

Paint Shops : extra fine hand-])ainting and finishing (automobile bodies, 
piano cases, etc.). 

PrkUimj Industries : linotyj^e, monotype, type-8^tting, imposing stone, 
engraving. 

Shoe Manufacturing : inspecting and sorting raw materials, cutting, 
stitching ; dark goods. 

Textile Mills : woollens ; weaving dark goods. 
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It sliould be noted that in reality there is no sharp demarcation 
between one section and the next, and tliat, as the figures given are 
approximate ones, 10 metre-candles are equivalent to one foot-caiuile. 
The correct relationship is 10-7 to 1. 

8.03. LOCALISED AND GENERAL ILLUMINATION. As long as 
the iJluminants were very inefficient, localised lighting was princi])ally 
employed as the cheapest and most effective system. The results were, 
however, not always satisfactory. In looking away from a well 
illuminated bright object into comparative darkness, glare is experienced 
and fatigue results. In modern industries it has been found that good 
lighting gives not only increased comfort, but results in increavsed pro- 
duction ; in other words, it pays. In many cases, however, esj)ecially 
wh(*re very line work is to be carried out- -foi instance, for watch-making, 
operating tables, fine metal work,- it would be too expensive and un- 
necessary to illuminate the whole place to an extent of 10 to 20 foot- 
candles and more. In such cases local lighting is still used. On the 
w'hole, ex])erimerits have shown that for ordinary factory work, of tlu* 
total illumination required about 10 per cent, should be supplied generally 
and about 60 ])er cent, locally, in order to obtain the best ri^sult. 

During the last few years local lighting has been more and more done 
away with and a high general illumination of 10 and more foot-candles is 
employed in shops in which fairly close work is being carried out. It has 
been found that with adequate lighting the turnover is increased and 
the increased cost of lighting is more than made up. 

8.04. DISTRIBUTION OF LIGHT. -Satisfactory illumination depends 
largely upon ])roper diffusion. Diffusion is a relative form and is largelv 
dejiendent upon the direction of the rays. If, for instance, a large opal 
bowl illuminates an object close to it, the latter is illuminated by diffused 
light, but if the object is at a considerable distance, so that the light rays 
are almost })arallel, there is but little diffusion, Bharj) shadows should 
always be avoided, but shadows must not be prevented altogether, as they 
are essential for distinguishing fine details. A good deal dej)ends ufion 
the nature of shadows. They are usually very distinct when })roduced 
by a single illiiminant without a diffusing globe. One often notices this 
in street lighting, when the lamps arc fixed on low posts without ])roper 
diffusing shades. It is then difficult to distinguish the obje(‘t from the 
shadow which it casts, and the latter appears like an obstruction. There 
is too little light in the shadow. This ajiplies als j to the lighting of a room 
by a single lamj^. Where tins is done — as is possible when the room is 
not too large— it is advisable to employ a well-diffusing globe and light 
walls. With a large metal filament lamp we still get sufficient local light 
upon the table below and at the same time a general illumination which 
allows the eye to rest and recover its sensitiveness without experiencing 
a glare when returning to the paper. Sharp shadows cause irritation, as 
the. eye has to be strained to distinguish the shadow from the object. 
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tlic ilJ 111 11 illation must bo suilii-ioritly dilTusod to nuik(‘ tiic edge of 
tlio shadow look blurred. 

ddie b(‘st dilTusion is usually obtained with indirect lighting. At the 
same time, this tyjie of lighting is not always to be recommended, even if 
we iK'gha-t the matter of cost. W(^ notice articles by distinguishing 
dilf(*rent shades. Suppose we enijiloy a hollow sph(T(‘ with dillusing 
wliit(‘ walls, such as Ulbrieht’s glob(\ It will be obvious that if we insert 
anotinu- white sjihere and a white Hat disi^ of similar diametiu, the two 
can Old}- with diliiculty be distinguished. If we (oiild produce jM'rfect 



J^Tg. 8.01.-— Studiu lighted with Union “ ()1 ” Inverted Arc Lamp. 


diilLusion, it would be impossible to see the articles at all. In rooms with 
whiter ceilings and whit(? walls, the diifusion is a good deal less ]>erfect 
than in a hollow sphere; luuice shadows will be formed. This is ex- 
cellently illustrated in ligs. 8.01 and 8.01 A {reproduc(‘d by jMU-mission of 
the Union Electric ('onipany, Ltd.), which represent an artist’s studio 
lighted by Union Special 01 " inverted arc lamps,* fig. 8.01 showing 
the point of view from which j)hoto of 8.01 a was taken. At tlie same 
time we can obtain satisfactory results very often without indirect 
illumination if wc take care that the proportion of directed and diffused 
light is correct. 

In addition to the type of illuminaiit, the reflecting power of the 
surroundings, and tlu^ distance of the shadow-casting body away from 

* J. Eck, Electrician, 23rd June 1911 ; Illuminating Emjineer, 1911. 
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tlio radiator, tho K[Lar])ii(‘ss of tho shadow upon the^ rtdaiivn^ 

position of tho shadow-casting l>ody to tin* radiator 

If wi hold a stick paraded to a Moou^ tuho it casts a sharp sbado\> , if 



Fio 8 01a — Studio lightc I with Union 01 ” Inverted Arc Lamp 


placed at right anglers, hardly any A stick jilaced uudei a street lamp 
with a high candl(*-power on a low post in a manner tliat the light falls 
at an angle of, say, 30 degrees upon th<‘ btic k clauses a blac k shadow, 
whereas at considerable distanc e the shadow is l(‘ss distinc t In the latter 
case the next lamp takes some part in the illumination, causing it to be 
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more diffused. Even in a room with a unifornj illumination we may find 
that from a phyBioloj'ieal standpoint the illumination is satisfactory only 
in a few places, as ean easily be tested by coasting shadows. Where a 
number of lamps cast the shadow of, say, a rod, in different directions, the 
illumination of the shadows is sufficient to see in the shadows ; but near a 
corner of the room this might not be the case, since here this illumination 
may be due chiefly to one lamp, and the shadow thrown is in cons(‘quenoe 
very dark. It will be obvious from these remarks that the quality of an 
illumination must almost (mtirely be judged by the ability with which we 
recognise fine details; the illumination should in consequence be neither 
too little nor too mu(;h diffused. As we have to deal with two sciences, 
it follows that a judgment cannot be so easily formed. Testing the 
illumination with photometers may satisfy the physical science, but it 
gives no indication as regards the physiological quality. It is in the latter 
direction in which investigations are largely wanted. An attem])t has 
been made by i)r Konrad Norden * to bring the jjhysiologicul quality of 
an illumination within the range of mathematics. He expresses diffusion 
as the extent to which shadows are illuminated. The more we illuminate 
the shadows cast by a single radiator by means of otluT illuminants the 
more ))erfect is the resulting diffusion. 

If E is the a<*tual illumination ])revailing at any })oint in a room, a th(‘ 
diminution in illumination due to the obscuring of any one of the com- 

])onent sources furnishing the total illumination, then ^ is regarded as a 

criterion of the shadow caused by this source, and is termed the “ Shadow 
Quotient.” This factor may be determined by jneasuring E and E~u. 
Norden uses a strip c,om})rising a graded series (of fifteen hues, from dark 
black through grey to white), the reflecting power of each hue being 
known. A small rod is caused to cast a shadow on a white border to 
this series of tints, and the tint which, when receiving the unrestricted 
illumination, matches in brightness the white surface in the shadow of 
the rod, is observed. 

Vlie j)ossibility of exj)re88ing the diffusion, or rather the shadow 
power, is, howev(*r, at present of somewhat little j)ractical value until we 
know exactly what diffusion we ought to have. The colour au(l type of 
the surroundings will play an important part as regards tlu^ shadow 
power. 

From the remarks made pnwiously it will be obvious that the 
mounting height and spacing distance have a considerable effect ujjon the 
nature of shadows. For low ceilings the lamps must be placed closer and 
be of smaller candle-power than for high ones. The National Lamp 
Works of the General Electric. Company recommends the following 
table for mounting heights of tungsten lamps — 


♦ K . T / l ,, xl. p. 376, 3lfit July 1919. 
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Table 8.05. — Mounting Heights for Tungsten Lamps (G.E.C.). 


Mounting Height in Kcct. 

Siz(‘ of LampR in Watts. 

7 to 10 

40 

8 „ 12 

00 

10 „ 14 

SO 

12 „ 10 

100 

It „ 20 

1.50 

17 „ 27 

250 

25 „ 25 

400 

20 „ 40 

5(M) 


Tho type of rofleetor U8(*<i is of iinportaiiee for the sj^aeing of lam})s. 
8.02 pives sujT^»estions wlpeh have hee^l loiind satisfactory in practice. 



SPACING DISTANCES IN TCCT 

Fia. 8 02. — Mouiitini; Heij^hts and Spacing Distances. 


8.05, IMITATING DAYLIGHT.— A room may be well illuminated 
from the physical statid point and liglit and shade may be properly dis- 
tributed, and yet it may not give complete satisfaction. This will 
probably be largely due to the want of variety. Nature’s lighting is 
the least monotonous, due to the fact that there is a constant cdiange 
in colour and distribution. Artificial lighting, on the other hand, is 
usually arranged symmetrically, with monotonising effects, which is 
quite unnecessary, as electric lighting lends itself so easily to changes. 
We still consider lighting too much from the utility standpoint, and study 
our moods too little. Yet we all know what a reviving effect a bright 
sunny morning, with its constantly changing aspect in light and shade, 
has upon us, while a dull day makes us feel depressed. As modern 
humanity is largely obliged to live the greater part of the twenty-four 
hours within doors, it follows that the appearance of a room must influence 
our moods. Even in a dining-room, for which the lighting is somewhat 




3i8 electrical photometry and illumination. 


fixed on ae(‘ouiit of the })osition of the table, cheering changes may often 
be intro(iuc(‘d withonl iniK'li extra cost. If the family is small and there 
are no visitors, a nic(‘ly Jiand- wrought tabl(‘ lam]) with a red or gre<m silk 
shade (inside wliitc^) will give a cosy (‘ffect. The warm light makes us 
think of olden times. Wlien visitors are ])resent, a few ceiling lights will 
})roduce a festive air and add life. 

In lounges, studi(‘s. and drawing-rooms tin* addition of ])roperly 
shaded table-lamps will d(‘stroy symmetry but add (‘omfort and cosiness. 
In soim* cases it ma\ evm) advisable to liave a variety in tin' colours 
of shades. 

Very often it will Ix^ foun<] that slight toiudies cause great im])rove- 
ments. Where a lamp irritat<‘s, its n‘plaeement by a frosted one may 
result in comph't(‘ satisfaction. All-white* Mazdas can now lx* obtaimxl 
giving 10 hnm'iis jier watt. Where a smooth ])lain shade gives stri'aky 
light, a fluted one may avoid this. Jf we* reejinie colour efiects. witli the 
aid of r(‘d, gr(*(‘n, and 1)1 in* glasses our wants can lx* satisfied. Artificial 
sunlight and moonlight are* at our elisposal. In fact, the ])ossibilit ies 
with elee*tric lighting are e*normouH, anel we are* just at the beginning. 

The* nature anel e‘e)le)ur of the surrounelings are e)f great im])ortance as 
regards the quality e)f the* illumination. On the* whole* we* prefer so-calleel 
warm e'eihnirs, such as orange, reel, and yellow. A reiom whie*h gets no 
sunlight may be given a warm ap[x*arance by letting the vsky light enter 
through yelleiw hangings, whe*reas in countries which have excessive sun- 
light the coverings and furnishings should be of green and blue* tints. 
Daylight may to-day be imitated very closely by properly coloured lamps. 
If the aj)pearance of an objee*t is too colei, the backgrounds must be draped 
in warm colours. For illuminating paintings, such illuminants should 
always be em])loyed, and, if desired, with a warm setting. 

8.06, THE PROBLEM OF COLOUR MATCHING. The light of the 
sun, when (‘utering the atmosj>here, is somewhat modified by particles 
of vajiour, (hist, and clouds, the shorter blue waves being partly absorbed. 
Some of the light is scattertni and is received as skylight, so that the 
total light is a mixture of direct filte*red sunlight and skylight. The 
character of daylight will thus depend upon the state of cloudiness, the 
angle at which daylight enters, and the nature of the surroundings. It 
is thus not a constant quantity. For accurate colour matching we prefer 
on the whole light from a northern sky (northern hemisphere), where 
there is no direct sunlight, chiefly bec^ause it is more constant in its char- 
acter than the average daylight. For this reason silk dyers always work 
in light from a northern sky. 

For colour matcliing Trotter advocated twenty-eight years ago that 
the colour of the electric arc might be made to approach daylight by the 
employment of glass or any other medium with stains or dyes which would 
absorb the rays of those colours whic.h are excessive in the arc (see also 
fig. 6,50). Accurate colour- matching units are now available, in wliich 
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^as-filled lamps are plared in a niotal roficctor arranged to concentrate the 
light through a hliie-green glass filt(*r j)late,'^ They light a tahh* top with 
an ar(‘a of (> to 8 stjuan* f(‘et on which coloured fabrics ar(‘ i aspect (‘d. The 
etiiciency of such a unit on account of high absor])tion is, of course, low. 

Where the requinnnents are less exacting, the gas-filbnl lamp is given 
a blue bulb, the filament being run at a somewhat higluT t(‘nij)erature 
than that of the ordinary gas-filled bulb. The watts absorlasl an' about 
db j)er c(‘nt. in ex<*(^ss of those of an ordinary gas-filled lamp of the same 
candle-power. 

It should be add(‘d that in rooms for colour matching 1 he surroundings 
should be white, as other colours influenca the cliara(t(*r of tin* light. 
The blue colour of th(‘ lam]) bulb do(‘S not add any colour to th(‘ light, 
but subtracts excess yellow-red light 

IVl. (1i. Martin advocates the directing of light on to a rcdlector 
which w cover(‘d with a mosaic of gretui and bliu' ])aint, d(‘sign(‘d so as to 
give* the (‘orrect (pialitv of direided light. f Smdi an arrang('ment is, 
of <*ours(‘, also imdlicient on ac( ount of tin* high absorption of gri'cn and 
blu(‘ surface's. h(‘s and Luckiesh employ a scre't'n of gedatint' dw'd with 
rozaim'. 

Each a[)plication must, of course, be considered S6‘])arately, For 
judging paintings, the blut' must not <lark('n and the yellow not turn j)a1e 
under artificial light. A d(‘fici(‘ncy of the blu(‘ in th(‘ light make's the 
hue of flour a[)])ear yellow. 

(Vdoure'd lain]) liulbs have' a shorter life than clear ones on acce)unt 
of the increased he'at due to absorjition. Tiiere is tlu're'feire' sce)|)e for 
the manufacture'r in producing a lam]) ])ulb of small absor])tion but 
giving the' corr(‘<*t colour edfe'cts. 

Instead of subtracting excessive red and yellow light, a similar result 
may be obtained by adding illuniinants strong in green and blue light. 
On account of great absorption this method is also not yet satisfae-toi \ . 

8.07. LIGHTING AND ARCHITECTURE. It has iieen the ge'iie'ral 
])ractice to ere*ct a building and fit in the artificial ligliting after warels, 
even if the buihling is mostly used at night. This system lias often 
resulte'd in very jioor lighting. Good effects are only olitainable if tin' 
architect and tin' illuminating engineer work hand in hand, and both 
should possess imagination. It is for the engineer to suggest where the 
outlets are to be ; he should decide u])on the spacing and size of the units 
and the variation of the ornament in order ta get correct reflection and 
diffusion, and it is for him to explain to the architect what the effects of 
colour, shade, and diffusion have on a hall or large room in general. 

In the majority of (iases the architect has been at fault. He may have 
had all the ncijessary imagination as regards the effects of daylight, but 
us regards the artificial lighting he thought too much of the expenditure. 

* General Electric Review, June 1920, p. 527. 
t Ilhiminating Eiujimer, Noveml)er 1919. \ 



320 ELECTRICAL PHOTOMETRY AND ILLUMINATION. 


Yet the artistic* value of an interior depends entirely uj)on how it is seen, 
and this ean he done only if light, shade, and colour arc jjroperly distri- 
buted, and all essential details are recognised. A beautiful room, which 
is ]jroperly lighted and which is correctly seen, will influence the mood 
and behaviour of the inmates. 

It must also be observed that artificial lighting of architecture 
often produces illusions, which must be taken into account. With the 
lights betwe(‘n the eyes a dark ceiling will appear lofty, and a bright 
object amidst dark surroundings will look larger than similar dark 
objects aTtiidst light surroundings. A beautiful ceiling should not be 
hidden by the employment of direct units with opaque shades, but 
if the walls of a room are decorated with low reliefs, direct units above 
the reliefs are usually more efficient for pointing out the ornamental 
details than indirect lighting. Reliefs of ceilings are often best illu- 
miiiated by so-called cornice lighting, in which the illuminants are hidden 
by a cornice, the light lieing reflected obliquely upon the relief. In fact, 
many satisfactory effects may be obtained by hidden lamjis. 

Above everything care must be taken that the illuminants are 
accessible for <*leaning, which is easily forgotten for hidden lamps. 
Moreover, the cleaning must be regular and systematic. A system, 
whii'h has been satisfai'torily designed, must be ke})t efficient if good 
average r(\sults are to be obtained. Even with proper cleaning it is 
advisable to add a depreciation factor in all illumination design, and a 
25 ])er cent, addition will in most cases be found satisfactory. It 
allows for the ageing of lamps and some dust. 

The decrease in the efficiency of illumination with time, due to the 
collection of dust, is well seen from fig. 8.03, where A, B, C, D, and E 



Fig. 8.03. — Depreciation of Light due tf) OoUeoiion of Dust. 


refer to donie enamel steel, bowl cnAmelled steel, dense opal glass, pris- 
matic glass, and light density opal glass shades respectively. The figure 
holds for fairly dust-free rooms. 

Speaking generally, uniformity of illumination is to be aimed at, as it 
is not easy to obtain excess diffusion. At the same time a pleasing effect 
may be preferable to great uniformity, and even a painting may some- 
times be beautified by lighting it with light and shade. 
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8.08. ILLUMINATION CALCULATIONS.— General Considerations. — 

In the first place we must see that the illumination is sufiicicnt. Table 
8.04 may form a basis for our calculations. CV)nsi(lering the position of 



the outlets, it is best to ])lace them parallel to the sides of the walls, or 
at the corners of equilatt‘ral triangles, ai'cording to figs. 8.01 and 8.05 
respectively. In the former cas(‘ we divide tht‘ room into a number of 



squares (or rectangles), according to the number of lamps used, and then 
place a lamp into the centre of each square (or rectangle). 

The illumination obtained in a spherical chamber is expressed by 



Thus for light yellow wallpaper we find 




Sx(>5J ’ 


which shows that the illumination is nearly twice as large as it would be 
in a room with dead-black surroundings. Few rooms are spherical or 
possess a hemispherical ceiling, so that the reflection follows other laws 
than those expressed by the above equation. The increase in the illumi- 
nation depends, then, also upon the size of the room, its height, and the 
position of the lamps. 


21 
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If coiling, walls, and floor take j)art in the reflection, and if the size 
of the room is not too large, we should have to use for m the average 
value, expressed by 

in which S^, Sg, S3 are the areas and and the reflection co- 

cflicients of ceiling, walls, and floor respectively. In many cases the 
reflection from the floor is negligible, especially as the test plane is 1 metre 



Fia. 8 00.— Tllumiiiation required pc‘r Unit Area. (Shades on.) 

above it. Moreover, furniture, tables, etc., should reflect light as little 
as possible, to prevent glare. 

For jnactical purposes, not too much reliance should be placed on 
the value of the reflection coefiicient as calculated from formula 8.01, as 
this value will vary with the shape of the room. Better results arc 
obtained by experiment, and although they cannot be accepted as 
standards in all cases, they very often give us sufficient information for 
providing the best illumination for given conditions. 

F6r this purpose tests were carried out in a room 10 x 6 * 5=65 square 
metres (700 square feet), and the results as indicated in figs. 8.06 and 
8.07 were obtained.* 

Although these tests were carried out with comparatively low illumi- 
nations, they can easily be used for higher values simply by multiplying 
by the factor which is to indicate the increase. 

* For dotailti of the tests, see first edition. 
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Example {a) —We are asked to light a room 113x55 = 62 square 



1 1C, S 07 — Illumination requm d |ki Tnit Ana (Sliadt s off ) 


metres (37 x18 — 666 square feet) and Laving very light walls and 
ceiling (the room is the common room of the students in the Iliddingh 



Fig 8 08 —Illumination of a Student’s Common Room ♦ 

Hall of the Umversity^ of Cape Town), so as to produce an average 
general illumination of about 23 metre-candles (2 15 foot-candlcs) If we 
take the curve for cream- silver (the whitewash was not perfectly white) 
and pkee the lamps close to the ceiling, which is 5 6 metres (18 4 feet) 
* IUufmnat%ng Engtneer, 
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high, or 4-6 metres (15 feet) above table height, we require j)er square 
metre floor space about 4*5 candles (see fig. 8.01) ((3*12 candle per square 
foot), or a total of 280 candles (mean spherical). The actual number of 
lamps installed is 10, of the 50-watt tungsted type, with a mean spluTical 
intensity of 35 candles, so that the illumination is somewhat larger than 
is required, to allow for a reduction caused by ageing, etc., in the ratio 


350 

--”- = 1-25. The illumination should therefore be 1*25 X 23 ==28-7 
280 

metre-candles. On testing, the average illumination was found to bo 

28 metre-candles, which sliows a very fair agreement with tlie figures 

given in the curves. With the ten lamps uniformly distributed, the 

, f • 1- • ,1 1 maximum illumination 

degree of uniformity is very high, the value — .Ti— • “ — * 

minimum illumination 


in the testing plan<* being 1-2. 

An untouched photograpli of the room is givtm in fig. 8.08. 

8.09. INDIRECT AND SEMMNDIRECT ILLUMINATION,- Where 
great diffusion of light is required, indirtTt illumination will usually give 
the most satisfactory results. For a given illumination inverted light has 
to be stronger than direct light, since part of it is absorbed by the re- 
flector. In low rooms the ceiling acts as reflector, wh(‘rea8 for very high 
ceilings (over 6 metres) it is more economical to use a special reflector 
above each lamp. The direct light is prevented from reaching the area 
to be illuminated by means of a reflector placed underneath the lamp. 
This reflector directs the flux of the lower hemisphere upwards. If it is 
semi-transparent, we speak of semi-direct illumination. This system is 
more ornamental, as the bowl or reflector is luminous. It is increasingly 
employed to-day, the direct transmission being usually about 6 to 12 per 
cent, of the total flux. It is, of course, impossible to draw the boundary 
line between direct, semi-direct, and indirect systems. 

Speaking generally, indirect light should not be installed in rooms with 
dark walls and ceilings. Even if we place efficient reflectors above the 
lamp, the result is not pleasing. If the lighting of a drawing office is to 
be indirect, the walls and ceiling should be constructed accordingly, the 
ceiling preferably with a frieze extending down the walls, and the colour 
of both should be white, or at least a very light yellow. Even then 30 to 
50 per cent, of the light is absorbed by the reflecting surfaces. 

Of importance is the distance of the lamp from the reflecting surface, 
as is seen from fig. 8.09, We notice that the illumination is a maximum 
when the centre of the radiator is about 750 millimetres (27*5 inches) from 
the ceiling. Actually the best distance depends upon the types of lower 
reflector and lamps used, and should in each case be determined by an 
experiment. 

Fittings are now so constructed that the lamps take up the correct 
position automatically. 

Where, on account of the great height of the ceiling, a special reflector 
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has to be employed above the lamp, its size should be very large and the 
lower reflector must be so constructed that no light is reflected past the 
upper shade, since it would be largely wasted. 

The average amount of light required for indirect illumination may be 
seen from the accompanying Tables 8.06 and 8.07. Both hold for 
reflecting surfaces about 5 metres (164 feet) high. Table 8.06 has been 
plotted for rooms not exceeding one hundred square metres (1070 square 
feet) in area, in which the reflection from the walls is considerable, 
whereas Table 8.07 stands for rooms in which the reflection from the 
walls is negligible on account of the large size of the rooms. It will be 
understood readil} that less light is lequired in the latter case, since there 



Fig. 8.09.~ Best Distance of Radiator from the Reflecting Ceiling. 

is no absorption by the walls, the light being able to fall directly on the 
illuminated area after reflection from the ceiling. Further, the tables are 
meant for well-distributed lights, i.e. the number of square metres floor 
space allotted to each lamp should not exceed thirty (about 300 square 
feet). If we use large units, the uniformity of the illumination is reduced 
greatly, and we might as well emjfloy the direct method. The average 
ilium i nation is little affected by the size of the radiators and the distri- 
bution. In both tables the reflectors below the lamp have a reflection 
coeflicient of 0-7. 'The reflection coefficients of the walls and ceilings 
considered are 0-7, 0-57, and 0-50 for white, cream silvery, and light 
yellow respectively. 


Table 8.06. — Intensity of Light Required ter Unit Area of 
Floor Space (Walls and Ceiling Reflecting). 


Colour of Walls 
and Ceiling. 

Illumination. 

M.S. Candles per Unit Area. 

Metre -candles. 

Foot-candles. 

Square Metres. 

Square Feet. 

White 

15 

1-4 

3*8 

0-35 

Cream silvery . 

18 

1-68 

5-5 

0-52 

Light yellow 

30 

1-87 

7-0 

0-65 
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Table 8.07. — Intensity of Light Required per Unit Area of 
Floor Space ((^eiling alone Reflecting). 


Colour of Ceilings. 

Illumination. 

M.S. Candles jkt Unit Area. 

Met re -candles 

Foot candles. 

Square Melrc-s. 

Square Feet. 

White 

1.') 

1-4 

31 

0*20 

Crt'am silvery . 

18 

1-08 


0-47 

Light y(‘llow 

20 

1 87 

G I 

0-60 


Exa7ri])Je (b ). — We arc asked to light a room 10 metres long and 10 
metres wide to the extent of 45 metre-candles in a horizontal plane 1 metre 
above the floor. The room is 5 metres high ; ceiling and walls are white. 

We divide the room into four squares and place a lamj) into the 
centre of each one. Per square metre floor space we require for 15 metre- 
candles 3-8, hence for 45, 3x3-8 — 11*4, or in all 1140 M.S.C.P. Each 
lamp must therefore give about 285 M.S.C.P. Four 300- watt gas-filled 
lamps would answer the purpose and allow for depreciation. 

8.10, FLUX OF LIGHT METHOD.— Where reflection is negligible we 
may proceed as in Chapter IV., paragraphs 4.08 to 4.13, by plotting proper 
contour lines. Too much account must not be taken of reflection as a rule, 
es})ecially for outdoor illumination, as lamps depreciate with age, and dirt 
and dust collect on them, so that the increase due to reflection may soon 
be counterbalanced. If reflection is taken into account, de])reciaiion 
must be likewise. Assuming that one counterbalances the other, or that 
reflection is negligible, as is the case for outdoor lighting, the methods 
given in Chapter IV. are applicable. They are, however, laborious. The 
work is simplified if the lights arc arranged symmetrically and if their 
horizontal distributions are circles, which is very nearly the case even 
with arc lamps if diffusing globes are used. 

Further simplifications are introduced by dividing the square or 
street into rectangles or squares (from 20 to 30 in number), and by 
determining the illumination for the centre of each one. For this purpose 
we must know the distances of these centres from those lamps which 
take part in the illumination of these points, and by means of the polar 
curves determine the illumination of the centres from each lamp. By 
adding all the calculated values and dividing the sum by the total 
number of squares, we get the average illumination. (See also paragraph 
6.28.) 

The method looks laborious, but if the lamps are equally spaced and 
the lights symmetrical and fixed at equal heights above the road surface 
the number of squares considered need not be so very large. The method 
* Dr Bloch, E.T.Z,, mO, p. 493. 
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is at least useful in (jases where the illumination is already installed. The 
division into squares of ])la(‘es and streets is indicated in fig. 8.10. 

For a precalculation of street lighting, JJr Bloch advocates a further 
simplification.* The street is divided into such a number of rectangles 
or squares that for each one we have one lamp, wiiich is placed in the 
centre. This area is then changed into an equal circular one, and it is 
assumed that no other lamp takes part in the illumination. This intro- 
duces two errors. By changing the rectangle into a circle and calculating 
the illumination for the latter, we obtain a value which is loo large. On 





Flo. 8.10. — Dividing an Area into Squares. 


the other hand, by neglecting the light from other sources, we obtain an 
average value which is too small. These errors partly neutralise one 
another; the remainder may be expressed by a factor Kj, with which 
the calculated average illumination has to be multiplied in order to obtain 


a more correct value. Dr Bloch gives this factor for street lighting as 


Ki = l-2-0-ly, where y is the ratio 


distance bct^< en lamps 
width of street 


The distance between the lamps is measured in the direction of the 


street, even if the lamps are staggered. The average illumination is found 


from equation 6.05a, viz. 



(See also fig. 6.04.) 


* See JS7.T.Z., 1906, p. 493. 
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The method shown in fig. 6.04 possesses the advantage that the 
luminous flux has to he derived from the luminous intensity or polar curve 
once only, and that we can obtain from it the value of the flux for any 
lamp height and any radius % circular area to be illuminated. It 

may even be applied for lamps of different intensities, as long as their 
light distribution is similar ; the values of taken from the curve have 
then simply to be multiplied by a known ratio. 

It is advisable to plot normal luminous intensity (polar) and luminous 
flux curves always ready for use for different tyj)es of lamps, for a round 
number of mean spherical or mean hemispherical candles- for instance, 
for 3000 candles (see fig. 6.04). 

When the mean horizontal illumination and the area are specified, we 
find 

For the radius corresponding to the area vS and a given or assumed 
height h we find the angular region and from the luminous flux curve 
the corresponding value at 3000 M.II.B.C.T. From the ratio of the 
calculated value (f>^ to the value of (j>^^ for 3000 candles we then obtain the 
required intensity of the lamp. 

In the formula 



the height h is contained indirectly. For if for a constant area S the 
lamp is raised more and more, the angular region, and thus the flux, 
becomes smaller and smaller. The degree of uniformity, is, however, 
improved thereby. 

Example (c). — A street 60 metres wide is to be illuminated by arc 
lamps 100 metres apart. The polar distribution of the lamj) used is 
shown in fig. 6.04. The lamps are fixed on poles 16 metres high or 15 
metres above the standard plane. W^e are asked to find the average 
illumination. 

The area to be illuminated is 60x100=6000 square metres. Tliis 
area corresponds to a circular one with a radius of 43-7 metres. We 
plot the angle given by the height of 15 and the radius of 43-7 metres 
and find the flux inside this angle from the luminous flux curve. We 
get <f>^' =12,700 lumens. The factor is expressed by 

Ki=l-2 -01y=l-2 -0-1 X ~ = 1.033, 

bO 

whence 

— 12 700 

E=l-033x gQQQ =2-18 metre-candles. 

Example [d ). — A street 150 feet wide shall be given an average 
illumination of 0-25 foot-candle. The lamps are to be of the type shown 
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in fig. 6.04, fixed on poles 45 feet high (or 42 feet above the testing plane) 
and dOO feet apart. Find the mean spherical candle-power required. 

We have 


whence 


E = K 


S ’ 


K= 




:L0, 


150x300x0.25 


1 1 ,250 lumens. 


We plot again the angle 62 corresponding to a height of 42 feet and a 


radius of 


and find 


The ratio 

12,000 

hence the mean hemis})herica] candle-pow(‘r of the lamp must be 0*937 X 
3000 = 2800 candles approximately. 


In a similar manner we can find for given areas, illuinination, and 
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Fig. 8.11. — Arrangement of Arc Lamps. 


M.II.S.C.P., the height at which the lamps must be fixed, or for standard 
poles, illumination, and lamps, the distances between the lamiDS. 

Keflection has been entirely neglected in these examples. In manu- 
facturing towns it will be negligible, but in countries such as South Africa, 
where the buildings are white, the illumination is considerably increased 
and improved in uniformity by the reflection from the houses. 

Example (e ), — It is required to illuminate a town square as uniformly 
as possible by means of arc lamps with polar curves according to fig. 8.12. 
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The area has a length of 230 metres, and a breadth of 175 metres, con- 
taining therefore 40,000 square iiietreB. The illumination must not be 
less than 5 metre-candles. 
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loss of 20 per cent., wliich means that we must employ twelve instead of 
ten lamps. 

Therefore divide the area into twelve squares of 57-5 metres a side, and 
place one lamp in the centre of each square, according to fig. 8.11. The 
distance between the lamps is then 57*5 metres. We may now proceed 
in two ways. 

(a) Provide each lamp with a reflector wliich limits the flux approxi- 
mately to its particular square. This method is physiologically ]ioor, 
because the shadows thrown by objects will be very dark and appear like 
obstructions, as no other lamp is able to illuminate the shadow and 
enable us to see objects in it. 

(b) Use the natural distribution of the light of the lamp as far as 
possible, and only where the light is insufficient allow the reflector to add 
to the illumination. The method, indicating the design of the reflector, 
is clearly shown in fig. 8.12. Let the light of each lamp be able to reach 
as far as the post of the next lamp. Above the angle corresiionding to 
this distance, the shade cuts off the light. Curve *3 gives the illumination 
when the lamps are without reflectors. The illumination is already 
uniform. The degree of uniformity is further improved by utilising the 
light flux above the angle and by directing it chiefly to areas half-way 
between the lamps. The value of this flux is 5000 lumens. Su}>pose 
30 per cent, of it is absorbed by the reflector, ^.c. 1080 lumens, then 3920 
lumens from each lamp are available for raising the illumination between 
the lamps. The area of the ring surface, indicated by the letter a in 
fig. 8.12, which requires an increase in the illumination, is about 3000 

2 X 3920 

square metres, so that the average increase is about =2*] 7 metre- 

candles. The illumination without the reflector, right under the lamp, 
is 5*0 metre-candles; half-way between it is 3*3. By adding 2*17 to 
the latter, we get 5*47. We must, however, direct somewhat more light 
towards the area of minimum illumination and less where the curve rises, 
by shaping the reflector accordingly, and the illumination can be made as 
uniform as desired. 


8.11. DETERMINATION OF THE RATIO K,.~In order to be able 

to judge the quality of an illumination we should know the ratio 

maximum illumination • i i ^ i -r 

K = — r— : rr, : — . This ratio IS easily obtained if we possess 

minimum illumination 

the illumination curve for each lamp. It has already been pointed out 
in Chapter IV. (see fig. 4.18) that the degree of uniformity of an illumina- 
tion is not altered if we vary the distance between the lamps as long as the 
height of the radiator above the illuminated area is changed proportion- 


ally, i.e. as long as remains constant. Neither do we alter the factor 

if we replace a set of lamps by another set of characteristically the 
same distribution. For every particular type of lamp we may therefore 
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plot the ratio for various values of ~ always ready for use, as has 


been done for the Siemeus T.B, lamp, illustrated by its polar curve in 
fig. 8.12, in the accompanying fig. 8.13. 

To illustrate the method, let ua take the lamp of fig. 8.12. The 



Fi(j. 8.13. — The Ratio Kw for various Values 
of for a Siemens T.B. Lamp. 


lamps are fixed in the centre of a road 30 metres wide. The illumination 
will be a minimum half-way between the lamps near the edge of the road 
and not on the line joining the lamps (see fig. 8.14). The distance from 


p 



from fig. 8.13 for a value of 2-06, while for the middle of the road 
^=2-87 and K„=l-626. 

8.12. P. HbGNER’S METHOD FOR DETERMINING THE MEAN 
HORIZONTAL ILLUMINATIONS OF STREETS AND SQUARES.*— 

♦ E.T,Z., 1910, p. 234. See also Thomalen, E.T.Z., 19th December 1912, p. 1313, 
who has corrected Table 8.08. 
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As streets and squares are usually rectangular, they may easily be sub- 
divided into a number of squares, according to fig. 8.15. The determina- 
tion of the illumination is then reduced to the evaluation of the illumina- 
tion of these squares. The method is indicated in fig. 8.16. The height 
of the illuminant shall be unity, we then have for any given point P of the 
X Y plane (fig. 8.16) x=tan j3, y==tan y, where j8 and y are the angles, by 



Fia. 8 15. — Subdivision of 
Area (Hogner). 



whicli the main jilanes through })oint P are inclined towards the vertical 
plane. If the connecting line between the illuminant and point P forms 
the angle S with the perpendicular, 

tan^ h=x^-\-y^ or cos S = \ ^-r . 

(1 I f 

The elementary area round P is dxdy. Its projection upon a plane 
perpendicular to a ray L P is dxdy cos S. This is at the same time an 
elementary area of a spherical surface of radius L P. The corresponding 
solid angle, i.e. the surface area on the sjjhere of radius unity, is then 


da>== 


dxdy cos S 


LP2 

dcL) = dxdy cos^ 8 = 


As — cos^ 8, 

LP2 

dxdy 


(1 4 a;2 j (/)1 ' 

Hence the spherical angle corresponding to the elementary area in 
fig. 8.16 is 




dxdy 


== tan 


X9 


j — tan 


■ tan 


Xi ) 


+yl^-^ yi-y/i +^ 2 ^ 'ey A 
^2 ) 


+ tan 




8.02 
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In the accompanying Tabic 8.08 the spherical angles oj have been plotted 
under the as8um])tion that the jmncipal planes are placed 10 degrees 
apart. The corresponding values of tan a, where a is the angle 


Table 8.08. — Values for o) and tan a (Hogner-Thomalen). 


L. 

10° 

20° 

30° 

40° 

50° 

60° 

70° 

83° 

90° 

10° 

tg a- 

(JD=- 

03235 

003015 

0-282 

0-02928 

0-457 

0-02750 

0-702 

0-02492 

1-002 

0-02156 

1-430 

0-017.55 

2-1.50 

0-01295 

3-733 

0-00794 

11-430 

0-00268 

20° 

tg a- 
0) “ 

0-282 

0-02928 

0-379 

0-02853 

0-5385 

0-02711 

0-750 

0-02489 

1-035 

0-02188 

1-4.53 

0-01805 

2-160 

0-01354 

3-740 

0-00840 

11-433 

0-00285 

:io° 

tg «= 
CO- 

0-475 

0-02750 

0-5385 

0-02711 

0-660 

0-02621 

0-842 

0-02472 

1102 

0 02243 

1-.502 

0-01916 

2-195 

0-01479 

3-760 

0-00941 

11-440 

0-00321 

40° 

1g «- 
(0 — 

0-702 

0-02492 

0-750 

0-02489 

0-842 

0-02472 

0-990 

002420 

1-220 

0-02306 

l-,590 

0-02075 

2-2.55 

001689 

3-795 

0-01116 

11-4.52 

0-00394 

50° 

tg (1--= 
(0~- 

1-002 

0-02156 

1-035 

0 02188 

1-102 

0-02243 

1 220 
0-02306 

1-414 

0 0233.5 

1-740 

0-02271 

2-365 

0-02005 

3-860 

0-01426 

11-472 

0-00523 

60° 

tg a-^ 
CO 

1-430 

0-01755 

1-453 

0-01805 

1-502 

0-01916 

1-590 

0-02075 

1-740 

0-02271 

2-020 

0-02448 

2-580 

0-02437 

4-000 

0-01964 

11-52 

0-00783 

70° 

tgu-- 
CO — 

2-150 

0-01295 

2-160 

0-01354 

2-195 

0-01479 

2-2.55 

0-01689 

2-365 

0-02005 

2-580 

0-02437 

3035 

0-02902 

4-300 

0-02906 

11-63 

0-01386 

80° 

tga=-- 

co~- 

3-733 

0-00794 

3-740 

0-00840 

3-760 

0-00941 

3-795 

0-01116 

3-860 

0-01426 

4-000 

0-01964 

4-300 

0-02906 

5-28 

0-04260 

12-024 

0-03206 

90° 

tg a-= 

11-430 

0-00286 

11-433 

0-00285 

11-440 

0-00321 

11-452 

0-00394 

11-472 

0-00.523 

11-52 

0-00783 

11-63 

0-01386 

12-024 

0-03206 

12-70 

0-10287 


formed by the vertical and the ray from the. source to the centre of each 
section are expressed by tan a — V tan^ y + tan‘^ jS. With the aid of this 
table we are able to find for any given angle a (represented by its tangent) 
and the corresponding intensity as shown by the polar curve, the flux 
within the considered pyramid, simply by multiplying the intensity by 
the spherical angle. The fluxes are now arranged in tabular form, 
according to Table 8.09, and added up from the zero point L outwardly. 
The upper values represent the fluxes for the diSerent pyramids, the lower 
ones the sums of the various fluxes counted from L, For instance, the 
flux striking the field a 6 c d is 189 lumens; tov a cf g it is 4:58. The 
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Table 8.09.— Values for (see Polar Curve of 
Fig. 8.18) (ITogner). 


L. 

Direction y->*up to 90®. 

a 

10® 

20® 

30® 

h 

40® 

60® 

c 

1 10* 

1 

-a 

24 

24 

32 

68 

34 

90 

80 

120 

26 

146 


Q 

1 20* 

0 

0 

01 

O 

32 

66 

d 

34 

122 

33 

189 

31 

260 

c 

26 

302 


•*3 

g- 30° 

34 

90 

9 

33 

1S9 

33 

289 

30 

380 

26 

458 

f 


area ah c d reaches u]) to two sections of 10 degrees each on the vertical 
plane ju and to tliree se(‘tion8 of 10 degrees each on the horizontal plane ij. 

It is suflicient to tabulate these values once only for lain}>s of similar 
ty})e but different intensities, since the bght fluxes are proportional to the 
mean hemispherical candle-powers. Thus, if we plot the table for 1000 
M.H.S.C.P., we obtain the results for 500 candles by multiplying the 
values of the table by 0*5. 

Example (/). - A place 15*56 metres long and 14*16 metres wide is to be 



illuminated with an arc lamp fixed 10 metres high. The position of the 
lamp is shown in the accompanying fig. 8.17. We divide the area into 
four rectangles I, II, III, IV. Rectangle I reaches up to 20 degrees in 
the X axis and to 40 degrees in the y axis and receives, according to Table 
8.10, from a lamp with a polar distribution according to fig. 8.18, 250 
lumens. (In this table the sums only have been inserted.) For the other 
rectangles wo have 603, 189, and 453 lumens. The total flux is thus 1500 
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Fig. 8.19. — Polar Curve and Light Flux Diagram for Example (j/). 
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lumens. The av(‘rage illumination is therefore E= — — --—(rS 

15-56 X 14-6 

metre-candles. The ilux diagram for one quadrant is also showii in 


Table 8.10. — Values of ( f ) for Examfle (Hoomer). 


L. 

0 

10" 

I 

20" 

30" 

1 

1 0 

1 0 

50" 

60" 

70" 

0 

00 

90" 

10" 

24 

56 

90 

120 

146 

166 

177 

185 

188 

20^ 

5G 

122 

189 

250 

302 

340 

365 

380 

387 

30" 

90 

189 

289 

380 

458 

515 

558 

578 

590 

40* 

120 

250 

380 

500 

603 

685 

740 

770 

788 

r,o" 

146 

302 

458 

603 

73-2 

840 

910 

965 

975 

60" 

165 

340 

515 

685 

840 

970 

1060 

1120 

1140 

70" 

177 

86.) 

558 

740 

910 

lOGO 

1190 

1265 

1300 

80" 

1S5 

380 

578 

770 

955 

1120 

1265 

1.390 

1425 

90" 

188 

387 

590 

788 

975 

1140 

1300 

1425 

1570 

lig. 8.1 

1 8 ; thi 

8 (liagr 

am will foi 

und ns< 

L‘ful win 

m tlio r( 

;‘ct angle 

s do not 

end at 

20, 30, 

, etc., d 

ogrees. 

In the table 

1 the sums only ; 

are give 

n. 


Example ( 7 ). -A street 25 metres wide is to he illuminated with 


P]x(*(‘llo lamps having polar curves as shown in iig. 8.19. The lamps are 


sr 



Fig. 8.20. — Arraiigemt*nt of Lani])H in Example {(j). 


fixed in the middle of the road 10 metres above the ground. The arrange- 
ment is illustrated in fig. 8 , 20 . We plot Table 8 . 11 , from which we see 


Table 8.11. — Values of cf ) for PIxample (Hogner). 


L. 

10" 

0 

0 

30" 

40 ° 

0 

0 

60" 

70" 

80" 

90" 

6 

10". 

9 

19 

38 

57 

75 

94 

112 

130 

141 

144 

20" 

38 

76 

114 

143 

190 

226 

263 

285 

295 

80" 

57 

114 

172 

2?9 

286 

345 

400 

436 

455 

40" 

75 

143 

229 

3U7 

387 

467 

548 

600 

620 

50" 

94 

190 

286 

887 

490 

598 

706 

778 

816 

60" 

112 

226 

345 

467 

698 

735 

880 

976 

1000 

70" 

130 

263 

400 

548 

705 

880 

1076 

1210 

1240 

80" 

141 

285 

436 

600 

778 

975 

1210 

1390 

1440 

90" 

144 

295 

465 

620 

810 

1000 

1240 

1440 

1670 


that part I of the street receives 795 lumens from lamp (inclination is 

22 
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61 and 80 degrees). The total street surface receives therefore from both 
lamps Li and 4x796=3180 lumens, and as the area is 60x25 = 1500 

~ 31 80 

square metres, the average illumination is E — = 2 • 1 2 metr^i-candles. 

The lamp employed has an intensity of 1000 M.H.S.C.P. For 2000 
M.H.S.C.P. the illumination would have been 4*24 metre-candles. 

Example {h ), — The same lamps are arranged according to fig. 8.21. 
From Table 8.11, or from the flux diagram of fig. 8.19, we obtain for area 
I a flux of 278 lumens and for area 11, 1092 lumens. From both lamjis 
the flux is thus 2 X (278 + 1092) =2740 lumens, and the average illumina*- 

tion is E = ^^ = l-82 mctrc-candlcs. We see that, if we stagger the 
1500 



Fig. 8.21. — Amingeiiicnt of I^amps in Example (//). 


lamps, the illumination is less than when the lamps are fixed above the 
middle of the road. 

In a similar manner we may determine the mean illumination of 
vertical planes. 

8.13. EFFICIENCY OF UTILISATION. -When light flux is to be 
principally directed to a given plane, the ratio of the flux delivered 
thereon to the total flux produced by the illuminants is called the 
efficiency of utilisation. This ratio depends largely upon the ty])e of 
reflector used, the coefficient of reflection of the surroundings, and the 

ratio . The absolute height at which lamps are mounted 

ceiling height 

has in itself little influence upon the percentage of light utilised, as long 
as the same proportions are maintained. For instance, if in one building 
20x40 feet and 10 feet high there are eight 100- watt lamps, and in 
another 40 x 80 feet and 20 feet high there are eight 400- watt lamps, the 
illumination for similar reflection coefficients and lamp efficiencies will 
be the same. 

In the General Electric Review of June 1918, Ward Harrison gives a 
very useful table of coefficients of utilisation for the more common type 
of reflectors, which also includes the amount of absorption by the shades 
employed. Thus in the prismatic glass reflector, of the flux produced, 
100- (65 +22) = 13 per cent, is lost by absorption. The table is other- 
wise self-explanatory. 

Example (i ), — A large draper’s shop 100x60 feet with a ceiling 
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Table 8.12. — Coefficients of Utilisation. 


This table applies to installations in square rooms having sufficient lighting units symmet* 
rically arranged to produce reasonably uniform illumination. To obtain the coefficient for any 
rectan^lar room, find the value for a square room of the narrow dimension and add one>third 
of the difference between this value and the coefficient for a square room of the long dimension. 



1 i«n% 

1 IMhi50% 



Light 

50% 

MedHim 

35% 

Hi 

Medium 

35% 

Dark 

20% 

Dark 

20% 

Reflector 

Type 

Light Output 









IB| 


V4 

2 

3 

5 

A2 

50 

56 

.63 

.70 

.38 

.46 

52 

59 

.66 

55 

.43 

.49 

.55 

.63 

56 

.44 

50 

.56 

.A3 

54 

.42 

.47 

.53 

.60 

53 

.41 

.45 

51 

.57 

m 


p8| 

paijigis^ 

t 

IK 

2 

3 

5 

1 

.27 

53 

59 

.45 

.52 

24 

50 

55 

.41 

.48 

24 

.30 

.34 

.39 

.45 

21 

.27 

51 

.36 

.42 

.18 

24 

27 

51 

56 


Dense Opal 

A 

Bowl-Frosted Lamp 


1 

IK 

2 

3 

5 

.41 

.49 

54 

.60 

57 

57 

.45 

50 

.56 

.63 

.34 

.42 

.47 

53 

59 

55 

.43 

.48 

.53 

.59 

.33 

.41 

.46 

.51 

.57 

52 

59 

.44 

.49 

54 

m 


Bteel Bowl 

A 

90*tolS0*>- 0% 

\^l/^ 

1 

IK 

2 

3 

58 

.45 

49 

54 

56 

.43 

.47 

52 

.34 

.41 

.45 

50 

.35 

.42 

.46 

51 

.33 

.40 

.44 

49 

.33 

.40 

.44 

.49 

.54 

E&sa 

Poreeleia Enameled 



5 

59 

57 

.55 

.56 

.54 

wMm 


1 

IK 

2 

3 

5 

.43 

52 

57 

.63 

.69 

.40 

.49 

54 

50 

.66 

m 

.39 

.48 

.53 

.59 

.65 

57 

.46 

.51 

57 

.63 

.37 

.46 

.51 

.57 

.63 

m 


Percoinla Eoameied 

ladlract 

WnwodObas 


M 

1 

IK 

2 

3 

5 

22 

27 

.31 

56 

.42 

m 

i 

.14 

.17 

20 

24 

28 

.12 

.15 

.18 

.22 

26 

.07 

.09 

.11 

13 

.16 

O' to W— 0% 

8«Bi-Ia41rect 


1 

IK 

2 

3 

5 

27 

54 

.39 

.45 

.51 

24 

50 

.35 

.41 

.47 

BUS 

m 

.20 

.25 

.29 

.34 

.40 

.17 

.22 

26 

51 

.37 

14 

.18 

21 

25 

29 

Li(btOpal 


8«ni*Iadlr«ct 

o 

Dense Opal 


1 

IK 

2 

3 

5 

24 

.30 

54 

59 

.45 

.21 

27 

51 

56 

.42 

.19 

24 

.23 

53 

.39 

.16 

.20 

.23 

27 

.14 

.18 

21 
i '25 

50 

.10 

.13 

.15 

.18 

.21 


ESfiloiiat 

A 

90* to iw— jsy. 

1 

3 

S 

23 

50 

55 

.41 

.48 

20 

26 

51 

.37 

.44 

.17 

23 

28 

.-fl 

I -24 

28 

53 

59 

.16 

.2L 

.25 

.30 

.36 

.14 

.19 

22 

26 

51 

o 

LiflitOpel 

Riggji 


90Mel80*-a0^ 



1 

IK 

2 

3 

5 

.32 

.40 

.45 

.52 

59 

28 

56 

.41 

.47 

.54 

26 

53 

58 

.44 

51 

27 

54 

59 

.45 

51 

.25 

.32 

57 

.42 

.48 

23 

.30 

55 

.40 

.46 

‘W 

Opal Bmsi 

ama 


height of 14 feet is to be given an illumination of 10 foot-candles. The 
walls are covered with shelves and must therefore be considered dark, 
whereas the ceiling is of light yellow with a reflection coefi&cient of about 
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50 per cent. The arrangement of the room is shown in the accompanying 
fig. 8,22. The construction lends itself readily to the production of a 
fairly uniform illumination by placing a lamp into the centre of each 

square. The ratio is thus ^==^143. From Table 8.12 we 

ceiling height 

see that for the given arrangement we require a r(‘fi(‘ctor of the extensive 
type. Emjiloying prismatic shades, the utilisation coefficient will lie be- 
tween U-34 and 0-42, the mean value being 0-38. As the area is 6000 square 



feet and the illumination desired 10 foot-candles, the effective flux must be 

equal to 60,000 lumens, and the ten lamps must produce 157,900 

lumens. Reckoning further a depreciation factor of 1*25, we must instal 
lamps emitting 1*25x157,900^197,375 lumens. With fifteen lamps 
this would mean 13,145 lumens per lamp. 750-watt gas-filled lamjxs for 
110 volts give about 13,000 lumens, whereas 1000- watt lamiis produce 
19,000 (see Table 6.02). The former would be selected. For fifteen 
lamps the expenditure of power would be 11*25 kilowatts, so that per 
square foot of floor area it is 1 *87 watts. This is high, due to the intensive 
illumination required. If daylight lamps have to be employed, the 
expenditure would be about 35 per cent, above the figure given above 
for the same illumination. 

For facilitating illumination designs, charts may be constructed. A 
useful one is described and illustrated by A. J. Sweet in the Electrical 
World, 19th April 1919, and in the Illuminating Engineer of July 1919, 
p. 192, to which the reader is referred. 

8.14. WATTS PER UNIT AREA METHOD.— The illumination is 
designed in this case by allocating a given number of watts per unit area 
floor space. The method is only to be recommended if the illuminating 
power of the type of lamp to be employed is accurately known. It then 
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amounts to working the flux of light method backwards. For instance, in 
example 8.09 (h) the illumination is to be 45 metre-candles, and the lanij)s 
have to x^roduce 1 140 mean spherical candles to obtain this. Employing 
gas-filled lamps, we require about 0*9 watt per candle, so that the watts 
used will be 1026 watts, or 10*26 watts per square metre. 

1140 M.S.C.P. give 14,328 lumens, so that with 100 square metres area 

45 

the utilisation coefficient is j-j^i,0*32. This agrees fairly well with the 

figures in Table 8.12 for indirect or semi-indirect lighting, taking into 
consideration that ceiling and walls arc white. 

A very convenient table is published by the General Electric Company 
in the handbook on Inca r) descent Lamp Illumination ^ 1916, p. 47. The 
figures in this table give the eiiiciency of the system in terms of efEccfcive 
lumens per watt. We sim^dy determine the total effective lumens 
required for a specified illumination and divide these by the values given 
in Table 8.13 to obtain the watts wanted. The table has been jdotted 
for lamps giving 10 lumens x)er watt (about 1 watt per mean liorizontal 
candle-power). 

Table 8.13.— Lumens per Watt Constants. 


FOOT -CANDLES PER WATT PER SQUARE FOOT. 


(Vilin^» 

Light. 

Medium. 

Park. 

W.ilE .... 

Light. 

Medium. 

Pnik 

Light. 

Medium. 

Park. 

MeiJium. 

Park. 

riisni.itio (IcMi . 

5:1 

4 7 

1 .3 

1 fi 

4 3 

i 0 

3 7 

3 0 

I’ri'sm.itiositin fiMi'-ii 

Bowl ty[>C' ( el rclU d oi'^ E or 

tr> 

4 2 

;i b 

1 2 

3 8 

.3-() 

.3 3 

3 2 

I, alurniuiuiu or poHfl.xiii 
enamel . . . . ! 

1 n 

M 

3-9 

4-2 

4-0 

3-9 

3-9 

3-9 

Pense opal 

4 s 

4 0 

1 3 

4-5 

4 .3 

4-1 

4-1 

4 1 

Medium density opal . 

4 5 

4 1 

3-H 

4-0 

3 vS 

3 1 

3-3 

3-2 

Exf^ht density op-il 

Shallow bowl alummnnii fuii'-h 

4-2 

H 8 

3-5 

3-7 

3 5 

3-1 

3-0 

2 9 

and shallow dome poicelam 
enamel hnish steel 

4 7 

4 '5 

4- .3 

4t) 

44 

4-3 

4 3 

4-3 

lloloi)hane re.xlit(’s 

1-5 

1*2 

3 9 

4 0 

.3-8 

3-4 

3 2 

3-1 

Indirect and feemi-indiicct 

2-6 

2-6 

2-3 

1-9 

1-7 

1-5 

1 0 

0-9 

H ire lamp .... 

3G 

31 

2-t; 

3-1 

2-0 

2-2 

21 

1-9 


Example (k ), — Considering the previous example in paragraph 8.13, we 
require per square foot 10xl*25 = 12-5 lumens (1*25= depreciation 
factor). For jmsmatic clear reflectors, medium light ceilings and dark 
walls, the factor is 4, hence the watts per square foot at 10 lumens per watt 
12*5 

would be -j- ==3*125. As we employ gas-filled lamps which provide 
13 000 

=17*3 lumens per watt (Table 6,02) the actual wattage per square 
750 

foot of area is x 3*125=1*80 watts. This agrees fairly well with the 

17*0 

previous results. 
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In all public places, such as large theatres, assembly halls, large 
factories, etc., in addition to the ordinary lighting circuits there should be 
so-called pilot systems, wliich are independent of the general lighting 
and which are available if the main circuits fail. In theatres coloured 
lamps may be used which indicate at the same time the way to the exit. 

On board ship there is as a rule an oil or petrol engine-driven dynamo 
set on the top deck which supplies lighting current if the main generators 
have been placed out of action. The set is sometimes replaced by a 
secondary battery. By providing sufficient light to move about in case 
of accidents, panics may usually be avoided. 

8.15, DETAILED INSTRUCTIONS ON INDOOR ILLUMINATION 
DESIGN.- Private Houses. — When a house is being built, a generous 
supply of outlets should bo provided. This can then be accomplished 
without great additional expenditure, and the value of the house greatly 
increases thereby. 

Bare filament lamps should not be in sight, as they are nearly 
always unsatisfactory. Where lamp bulbs can be seen, they should 
be frosted, especially if the illuminant is a gas-filh'd lamj). Sharj) 
shadows will then usually be avoided. Semi-darkm'ss should be absent, 
and unsatisfactory fixtures should no longer be installed. The chandelier 
with sloping arms and short shades, which do not shade at all, are out of 
date. 

Entrance Hall. — Care should be taken that the doorstep, which is 
preferably whitened, is well lighted to the extent of 1-5 to 2 foot-candles, 
and the lamp is preferably so placed above the front door or adjacent 
to it, and shaded, that the whole entrance is properly illuminated without 
causing sharp shadows. Generally a frosted lamp will be preferable to a 
clear one. The name of the house should be made visible, either by 
placing it close to the lamp or by putting it across the window over the 
maindoor, so that the corridor lamp makes it prominent. In the latter 
case it is not essential to burn the lamp over the front entrance or on 
the stoep. 

The illumination of the hall should be about 2 foot-candles, and must 
be well diffused. In a small hall a single lamp close to the ceiling may 
suffice, but where there is a large mirrored hall-stand, brackets on both 
sides of the stand give better results. Large halls are best illuminated 
with indirect or semi-indirect light, if walls and ceiling are of light colour. 
Low hanging chandeliers are out of date, and converted gas chandeliers 
or lanterns usually give poor results. 

Living Room. — We must aim at a restful appearance and avoid 
monotony. The illumination indicated in Table 3.01 is the absolute 
minimum. By supplying adequate outlets it should be possible to vary 
the light, for instance, by means of portable lamps, such as indicated in 
fig. 7.37. A sole central ceiling fitting will soon become monotonous. 
Where it is employed, it should be placed high up, and the shades should 
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be deep. Silk shades are very popular at the present day, but the inside 
lining should be wliite. The shades for brackets depend chiefly upon the 
background. If the latter is of dark colour, they must be of a very low 
transmission to avoid glare. Baseboard and floor outlets are usually 
neglected, but it is just with these that by means of portable lamps 
“ painting with light ’’ becomes possible. For reading in front of a fire 
and without portable lamx)S the semi -indirect fitting will give superior 
results to the direct system, as the light falls over the shoulder and the 
p(TSon does not screen off the light with his own body. 

Dining-Room. - The table must be well illuminated, and again bare 
lamps should not be seen. In faet this applies to every room. Where a 
central fitting with a deep shade is employed, care must be taken that it 
does not prevent people c'n Ojjposite sides of the table from seeing one 
anotiier, and the remainder of the room must be sufficiently illuminated 
to avoid glare when the eye roams about. A very pleasing illumination 
is obtained in a room 18 feet square with a 100- watt gas-filled lamp in a 
deep red silk shade with a white lining and four 50- watt lamps under a 
white steel ceiling. 

A beautiful effect is procured by installing a fairly large glass panel 
in the centre of the dining-room ceiling with a white chamber above, 
into which red, green, and blue lamps are placed. With rheostatic 
control any tints and effects may be produced and enjoyed. 

Special singhi fittings for dining-rooms have also been designed, con- 
sisting of a large, heavy opal glass bowl with a central hole, above the 
latter being fixed a smaller cylindrical shade, the arrangement being sucdi 
that the lamp inside the smaller cylinder can be raised and lowered in 
order to vary the solid angle for the direct table illumination. Between 
the inner and outer globes are three or more smaller lamps for the general 
semi -indirect illumination. 

For the sideboard and dresser, baseboard outlets for supplying 
candlesticks with frosted lamps are sometimes used. 

Bedroom, — For general illumination the ornamental semi-indirect 
or luminous bowl gives excellent results, but for the dressing-table two 
brackets, on each side of the table, are desirable. They should be of 
low transmission to avoid glare. In the case of illness a totally enclosing 
bowl of very low transmission is restful. For reading purposes, a properly 
shaded stand-lamp by the side of the bed, o^ a bracket above it, are 
usually employed. Even the shade should be out of the line of vision. 
For night lights the neon discharge lamp is very suitable. 

Bathroom. — As the room is usually painted white or a light yellow, 
glare is easily avoided. A central fitting will generally suffice. For 
shaving, two small brackets on each side of the mirror are superior. 

Study. — The arrangement of the living room may be repeated. 
Special arrangements may have to be made for lighting the book-shelves. 

Kitchen. — The central fitting is generally unsatisfactory, as the cook 
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in front of the stove may stand in her own light. Better results will 
be obtained by placing a light for the oven and anothi'r for the kitchen 
dresser. The indirect system will probably be most satisfactory as long 
as the light is sullicient. For any well-conducted kitchen this is, of course, 
essential. 

Children’s Playroom. — Light ceiling and a light up])er portion of the 
walls with a 5-foot dark green bottom and adequate illumination from 
indirect or semi-indirect units give the most satisfa(*tory results. 

Billiard Room. - For a full-sized billiard tabk' satisfactory results 
are usually obtained by distributing six 50-watt lamps above and over 
the surface of the table. Bowl-frosted lamps about 1 feet above the 
surface give a uniform illumination and avoid streakiness. Prismatic 
reflectors with green opal shades surrounding them are more jileasing 
than the usual cardboard tvjie of shade. If only four lights are em- 
ployed, they should be raised to about 5 feet above the surfac'c of the 
table. Very good results may also be obtained with indiri'ct illumination 
as long as it is high enough. 

The room itself is usually dim compared with the illumination of 
the table, which should be about ten times as high. For the marker, a 
special lamp may liave to be jirovided. 

On the whole the lighting of most houses is still very primitive and 
unscientific. The average ])er8on has no idea of the labour-saving power 
of electricity, and the simplicity, convenieru'e, and cleanliness of electric 
lighting, heating, cooking, and refrigeration ari‘ unknown to him. Special 
reference may be made to the '' Home Electrical of the Gimeral Electric 
Company at the Panama-Pacific International Exhibition, described in 
the General Electric Review, June 1915, p. 572, and to the “ Lighting of 
the Home,” Illuminating Engineer, October 1914, p. 483. 

8.16. LIBRARIES.- Mixed lighting seems to be preferred for this class 
of work. A good general illumination of about 3 foot-candles may be 
obtained with direct lighting units, using totally enclosing globes out of 
the line of vision, near the ceiling if the latter is not higher than 14 feet. 
In addition there should be a lamp giving about GOO lumens for every 
reading table of about 40 square feet table-top area. If the general 
illumination is not sufficient, say at least 4 foot-candles, newspaper stands 
require additional lights also. Bare lamps should not be seen, and with 
totally enclosing globes there is little danger of direct reflection such as is 
indicated in figs. 8.23 and 8.24. (By altering the angle of the position 
of the book, direct reflection may often be avoided.) In any case, the 
lighting must be such that the jjerson reading does not act as a screen 
to the paper, can make written notes without throwing shadows from his 
hand on the writing, and does not stare into bare filaments when looking 
up from the paper. 

The quantity of light required will largely depend upon the sur- 
roundings. As the walls are mostly covered with shelves and books 
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tliero will be little reflection, and if the general illuniination does not 
suffice, it should be augmented by local lighting to about 5 foot-candles, 
since the type of some books may be very small. 



Eiample (/). Fig <S.2r) gives a plan of the libraiy of the University 
ot ( 'a])e Town. 1'he size is 7()\27 feet 9 inches, giving a total ar<*a of 
2109 scpiare feet (190 square metres). The room is divided by means of 



Fig. 8.24. — Lighting of Newspaper Standp. 

book-shelves into twelve alcoves, each about 11 feet G inches by 8 feet 
6 inches, leaving a central space of 10 feet 9 inches. The height of the 
room is 15 feet. Good general illumination is obtained with six gas-filled 
lamps directly under the ceiling, the lamps being bowl-frosted, producing 
about 11,700 lumens in all and providing an average illumination of about 
2*7 foot-candles. The utilisation coefficient is about 0*48, due to the 
white ceiling and upper portions of the walls being white, as the book- 
shelves do not reach to the top. Above each alcove is a rising and falling 
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pendant winch brings the illumination of the tables up to the required 
value of about 6 foot-candles, when the lamps are level with the tops of 



Fjo 8 2() —Photograph of Libiary (Fjg 8 25) taken at Night 


the book-shelves Frosted lamps are placed in deep prismatic shades 
of the intensive type The lighting is also sufficient for reading the titles 



of books on the shelves. A photograph taken at night and reproduced in 
fig. 8.26 shows that the illumination is satisfactory. Special hghting for 
book-shelves as sometimes employed is shown in figs, 8.27 and 8.28. 



348 ELECTRICAL PHOTOMETRY AND ILLUMINATION. 

8.17. PLACES OF ASSEMBLY.— Churches.— The system of lighting 

churches will largely depend upon the nature of the church, whether it is 
evangelistic or ritualistic, and upon the arcdiitecture. The evangelistic 
church has often a tendency towards the Renaissance, while the ritualistic 
is mostly Gothic. 

Whatever the type of church, the lighting should be comfortable in 
the broadest sense, physically, physiologically, and artistically. While 
it is impossible to give general rules, as each church has to be considered 
individually, the following remarks will apply to all : — 

{(i) The illumination must be sufficient so that eye-strain is avoided 
and objects in the church, wlxich should be seen, can be distinguished 
easily. 

(h) Bare filament lamps must not be seen, and diffusing shades should 
be of low transmission. 

(c) People in pews should not sit in their own shadows, which means 
that the light must be properly directed and diffused. 

(d) The lighting of the pulpit should not be seen by the congregation 
and should be of such direction and magnitude for the preacher (about 
4 foot-candles) that he is not worried by regular reflection. It should be 
possible to illuminate special objects, such as stained glass windows, in 
order that they can be seen and admired. It is advisable to be able to 
control the magnitude of the illumination during service. 

In ritualistic churches of the Gothic type the direct system is mostly 
employed, as the ceiling is usually too dark and high for indirect units. 
The general illumination should be adjustable from about 1-0 foot- 
candle to 3 foot-candles. Clusters round pillars are on the whole 
objectionable, but custom still favours the chandelier with candle-lamps. 
The latter should then be frosted. 

The sanctuary should be brightest, but its lamps must not be seen by 
the congregation facing that way. Usually, the lights may be hidden 
behind the chancel arch in mirrored glass or trough reflectors. The altar 
must not be too uniformly illuminated in order that elaborately carved 
portions do not appear flat and dull with absence of detail. This means 
that the light must come from both sides, whereby deep shadows are 
avoided but are not entirely eliminated. The choir stalls should be well 
lighted, and the whole lighting should be on different switches to alter the 
quantity during service, if desired. 

In evangelical and ritualistic churches of the Basilica type the 
ceilings are often flat and of a light colour, and indirect ov semi-indirect 
units give excellent results. If the church is in the nature of a large hall, 
the lighting does not depend upon the architecture. Gorgeous lighting 
is not wanted, and illumination of 2-0 to 2*5 foot-candles with medium 
light ceilings gives satisfaction as long as glare is avoided. 

In all churches additional outlets should be provided for portable 
lamps and lanterns which may be required on special occasions. 
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The lighting of a church with frosted candles on standards at the ends 
of the pews is shown in fig. 8.29. 

Another direct-lighting system is illustrated in fig. 8.30, which shows 



St Anne's Church, Edgehill, Liverpoohf in which the lamps are concealed 
beliind wall posts in the upper nave, resulting in excellent illumination. 
An indirect system of church lighting is reproduced in fig. 8.31, being 
that of Eberhardt's Memorial Church, Mishawaka, Ind. 

It should be mentioned finally that the church entrance and steps 
♦ Illuminating Engineer^ 1909, p. 37. t May 1920, p. 161. 


Fig. 8.29. — Lighting Installation of the Kreuzkirche, Dresden.* 
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Fig, 8.31 — Lighting gf Eberhordt’e Memorial Church, Mishawaka (Ind.) 
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should be correctly illuminated to the extent of 2 foot-candles, while 
some exterior lighting will often attract the chance pedestrian. 

8 . 18 . UGHTING OF THEATRES.-A theatre consists of three parts, 
the auditoriuin, the stage, and the magazine for storing costumes, etc., 
the latter often being larger than either stage or auditorium. 

In the auditorium we must again aim at comfort, and the illumination 
should always be sufficient to enable a person to read the programnm 
easily and to find his way to and from his seat. 

Exits should be indicated by lamps which preferably also })rovide 
suhicient illumination for egress in an emergency. They should be on a 



Fiu. 8.32. —Lighting of a Theatre by Direct Units. 


different circuit from the general lighting and should not consist of bare 
lamps. 

The illumination should be 3*5 to 5 foot-candles between the acts, 
according to the colour of the decoration, and may be reduced to 1 foot- 
candle or less during play. The entrance lobby should be brilliantly 
lighted to an extent of about 10 foot-candles without causing glare), 
partly for advertising, partly for ease in handling large crowds. 

Whether direct, indirect, or semi-indirect units are employed will 
depend mainly upon the architecture. Fig. 8.32 illustrates the theatre 
at Cassel illuminated directly by tungsten lamps enclosed in prismatic 
glass globes at the ceilings, producing a very pleasant illumination. 

Stage lighting is often very elaborate, as many effects have to be 
produced, such as the reproduction of various periods of daylight, sun- 
rises, sunsets, ravaging fires, moonlight, etc. This means that coloured 
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lamps have to be used extensively, and as very often the changes from 
darkness through twilight to the full morn has to be accomplished in an 
extended time, the change thus being extremely gradual, the dimmers 
employed must be very carefully designed in order to avoid jerky elfeets, 
which are objectionable. 

Footlights are very important ; they must be eoneealed from the 
audience and are intended to direct a strong light from below upon the 
actors to intensify the facial expressions, in order to hold the attention 
of the public. An invisible trough type of r(‘flector with two rows of 
lamps hanging downwards ])rovi()es a good arrangement. Sharp 
shadows must be avoided, so that prosc^mium lights, stri})-lights, and eveji 
flood -lights may be required. The latter are extensively used for showing 
up special actors and their dresses. One of the latest type of flood -light is 
provided with a fluted parabolic mirror to avoid streakiness. Jn all cases 
it is essential that the reflectors possess a dejiolished surface. Arc lamj)s 
are gradually displaced by the special fo(*ussing gas-filled lam])s, as the 
latter require no feeding, are less dangerous as r(‘gards firi', and may be 
controlled from the switchboard, whereas in the case of arc lamps an 
operator is required for each projector. 

Colour screens are (‘asily made by mounting sheets of ge]atin(‘ film 
in a framework in front of the lamp. The beams of flood -lights should be 
adjustable. For amateur work a s}>ot light is obtained by emj)loying a 
stereopticon with a long focus and a concentrated filament (250 to 500 
watts), which can be remotely controlled. With the lens system of the 
machine a very definitely outlined spot is procurable, the size and sha])e 
of which may be made adjustable by employing dia])hragms in the slide 
holder. Coloured s])ots are obtained by mounting pieces of gelatine 
between cover glasses and using them as slides. 

The switchboard must be hidden from the audience, yet the operator 
must be capable of viewing the whole stage. 

The magazine of a large theatre is like a vast store, and the lighting 
should be carried out as such (see under Industrial Lighting, paragraph 
9.09). 

8.19. LIGHTING OF MOTION-PICTURE THEATRES.— This is still 
in many cases quite unsatisfactory. The illumination often varies from 
absolute darkness to great brilliancy, with a glaringly illuminated screen 
during the play. 

No one enjoys viewing a play of any sort in complete darkness, and 
there is no necessity for it, as even with an illumination sufficient for 
people to find their way about the clearness of the picture need not be 
impaired. In fact, it is more comfortable to see when excessively sharp 
contrasts are absent. 

Bare lamps during showing should be avoided at all costs, and 
whereas it is unnecessary to provide extra light for people sitting near the 
screen, the illumination at the other end may be as liigh as 0*2 foot-candle, 
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decreasing towards the scroon. With the illumination provided by 
reflection from the latter, the resultant illumination will then be about 
0-2 foot-candle throughout. 

Excellent results are procuired by jiroviding the ceiling with diffusing 
glass windows and arranging lamps in three circuits above, so that the 
illumination may be vari(‘d from 2 to 0-2 foot-candles as desired. Liglit 
from the ceiling falls mainly on the seats and is little thrown on the 
screen. 

M‘()mber * ret'ommends the installation of an illumination of about 
8 foot-candles on the foot])ath outside the theatre, wbuli is reduced to 
2 foot-eandl(‘s iti the lobby entrance, then to about 1*5 foot-{‘andles in 
the lobby, and then gradually to 0*2 foot-can<!le under the balcony, de- 
creasing from there gradually to zero near th<‘ scr<‘en. The visitor thus 
passes gradually from a brilliant dlumination to the siuni-darkness of 
the theatre. 

A good result may also be obtained with dimmers, by means of which 
correctly placed and shaded lamps may be made to yield any desired 
illumination. Where these are not employed, a low-intensity green light 
may be us(‘d when [lictures are being showui, a high-intensity white light 
during intervals. Moonlight effects are obtained with blue lights. 

If the theatre is very narrow, wall brackets with totally screened 
lights of low transmission are preferable to ceiling lights. 

The (^ommittec aj)pointed by the Illuminating Engineering Society to 
inquire into Eye-strain in Cinemas also recommends th(‘ following f - 

I. That the angle of (devation, subtended at the eye of aiiy ])erson 
seated in the front row, by the length of the vertical line dr(>i)ped from 
the centre of the top edge of the picture to the horizontal plane passing 
through the observer’s eye, shall not exceed 35 degrees, the height of 
the eye above the floor level being assumed to be 3 feet 0 inches. 

II. That, provided recommendation I. is complied with, the angle 
between the vertical plane containing the up])cr edge of the picture, and 
the vertical plane containing the observer’s eye and the remote (*nd of 
the upper edge of the picture should not be less than 20 degrees. 

The type of screen used is also of importance. It should be flat and 
smooth, and without a pronounced grain. Aluminium painted surfaces 
give a bright image, but the angle of view is limited to avoid specular 
reflection. With the very high reflective power 6f a metallic screen the 
glare, due to lack of good diffusivity, may be uncomfortable. W. 
Gamble obtained the most pleasing effect with a screen coated with white 
Duresco jjreparation. 

Dr Nutting suggests that an ideal screen should reflect all light 
thrown upon it uniformly over an angle of 30 degrees. He proposes J 

♦ Electrical World, 15th and 22nd July 1910. 

I lllvmineiting Engineer, June 1920, p. 189. 

I Tram, llluni. Eng, Soc. U,S,A,, vol. xi., 1916, p, 92. 
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threo quantities as defining the effectiveness of a screen — (1) the reflecting 
power or the percentage of light reflected by the screen; (2) the diffuse 



Flo. 8.33. — Lighting of a Motion-Picture Theatre.* 


efficiency, or the percentage of light reflected from the screen which is 
emitted within an angle of 30 degrees ; and (3) the total eflBciency, i,e. the 
percentage of the light striking the screen which is reflected within the 
* llXwmi'naiinjg Enffineer, 1913, p. 479. 
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angle of 30 degrees as specified above. He presents the following 
table : — 


Table 8.14. - Effi('IEN(’ies of 8(’rken.s (Nutting). 


Scit'en. 

30 Per Gent. 
Diffusion 
Efticiency. 

Per Gent. 

Reflecting Power. 
Per Out. 

Total Efiicieney. 
Per Cent. 

Magnesium carbonate liloek 

2.^> 

87 ; 

22 

Aluininiiim paint, mirroroid 

55 

25 1 

14 

Beekeu* eomjKmnd 

54 

0.3 

34 

Ground mirror 

69 

92 

64 

Ideal screen 

90-100 

i 

92 

83-92 


The ideal screen by Nutting is a mirror, the front face of which is 
composed of minute hexagonal facets, each being a concave mirror of 
sufficient diameter to reflect light at 15 degrees to the axis. 

On the whole the reflecting charactcri8ti(‘S of the s(‘reen should fit in 
with the type of room. For long, narrow rooms the aluminiiimised paint 
is suitable, whereas for wide ones a perfectly diffusing surface is superior. 

Fig. 8.33 illustrates the lighting of the West End Cinema (Coventry 
Street, London). The main illumination is derived from the central 
dome, decorated in blue and gold and illuminated by concealed lights 
imitating a blue sky, and from the ring of amber-coloured lamps behind 
diffusing glass divses surrounding it. Attention may also be drawn to the 
lighting of the panels by concealed lights. Dome and ring lights are 
separately controlled. The brightness of tlie dome is about 8 foot- 
candles. 

8.20. THE LIGHTING OF CONCERT HALLS. -Tlie remarks made 
under the lighting of theatres apply here to a large extent. The archi- 
tecture will again determine the type of fitting to be used. Fig. 8.34 
shows the system employed for the C^oncert Room at Bad Neuonahr, the 
fittings consisting of totally enclosing prismatic reflectors with tungsten 
lamps. 

A large number of lamps carried by a single large fitting often give 
rise to difficulties when lamps have burned out '•and must be replaced. 
Lowering gears for large chandeliers have to be exceptionally strong to 
avoid accidents. At the same time, the architecture may sometimes 
justify and even neccvssitatc the installation of chandeliers. Fig. 8.35 
illustrates the use of a very elaborate crystal glass chandelier as the 
only suitable arrangement for the Copley Plaza Hotel, Boston, Mass.* 
Candelabra type lamps are used, and the fire and sparkle of the crystal 
glass are a desirable feature for the interior of the room. 

* G.E.C. Edison Lamp Works, Bulletin No. 43,409, October 1916. 
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Fig 8 34 — Lighting Installation of the Concert Room at Bad Neuenahr 



Fig. 36,— Ballroom of the Copley Plaza Hotel, Boston (G.E,C,). 
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Kiel. 8.3() — Liglitirig Installation of the Mozart Hall, Berlin 



Fio. 8.37 — Arc Lamps above a Glass Ceiling 


On account of the difhculty of lowering large chandeliers, flame arc 
lamps have been employed in well-ventilated halls, as illustrated for the 
Mozart Hall in the Opera House of Berlin-Schoneberg, fig. 8.36. 

A very soft light is obtained by means of arc lamps placed above 







358 ELECTKICAL PHOTOMETBY ANB ILLUMINATION. 


a glass ceiling, illustrated in figs. 8.37 and 8.38. Recarboning is accom- 
plished by fixing the lamps to small trolleys. 

To-day arc lamps are best replaced by the gas-filled incandescent 



Fig. 8.38. — Arc Lamps above a Glass Ceiling. 


lamp, which is nearly as efficient and certainly possesvses a higher cost 
efficiency at a time when wages arc continually soaring. 

8.21. THE LIGHTING OF EDUCATIONAL INSTITUTIONS.-^The 
illumination must be adequate and properly directed. Even the shades 
of direct units should be out of the line of vision. In other words, the 
transmission of shades should be very low, and according to the recom- 
mendations of the Illuminating Engineering Society of the U.S.A. the 
brightness should not exceed 250 millilamberts. Generally speaking, the 
indirect and semi -indirect systems yield the most satisfactory results. 
The distribution should l)e such that a person may sit as he pleases without 
throwing inconvenient shadows. If the direct system is used, the light 
should come from the left. 

The maximum brightness contrast of juxtaposed surfaces in the 
normal visual field should not exceed 20 to 1, which means that a black- 
board should not be placed on a white wall. 
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Celling and frieze should be white, but the walls are preferably of 
a light grey or a dark ( ream All woodwork should possess a dark matt 
finish 

The illumination of class-rooms should not be less than 3 to 4 foot 
candles (maximum 6), and it is best to have i;he surface brightness of 
desk and blackboard about the same, not exeec'dirig 0 3 foot candle 
(0 32 millilamberts), which means that the illurmnation of the blackboard 
should be higher than that of the desks Polished surfaces should be 
avoided throughout No images of the light sources must be rejected 
from the blackboard towards the pupil The illumination of the leeturcr s 



desk should be at least double that of the students desks and should be 
properly diffused Focussing reflectors high up, if possible near the 
ceiling, give good results for this table Botany classes at night should 
be held in artificial daylight, and such light is with advantage applied in 
sewing-rooms, domestic seiencc classes, and ehemical laboratories 

The illumination of the blackboard should b< as uniform as possible 
The usual system consists of lighting it b} means of lamps in trough 
reflectors above the board and sufficiently away in front thereof to avoid 
too great a discrepancy between the illumination at the top and bottom 
of the board The reflectors are preferably of a matt surface to obtain 
good diffusion and should be opaque Satisfactory results are obtained 
by placing small lamps along the whole length of the board, at a distance 
in front equal to half the height of the board, but not less than 2 5 feet, 
and higher than is required for the students in the top row 
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Dissecting-rooms in medical schools must be especially well illumi- 
nated, and, in addition to a good general illumination of 3 foot-candles, we 
require a further 7 to 12 foot-candles by means of local lighting. Focussing 
reflectors with bowl-frosted lamps will yield good results, and they may be 
fixed to rising and falling 43endants. Fig. 8.39 shows a photograph of the 
dissecting-room of the University of Cape Town. The tables have 
marble tops and the ceiling and walls are white. Jt will be noticed that 
the tables and chairs throw practically no shadows on the floor.* 

8.22. THE LIGHTING OF MUSEUMS. - The problem depends upon 
the construction and dimensions of the room and the character of the 
exhibits. It may be divided into three parts : the direction, the colour, 
and the intensity of the light. 

As regards the first, we should see that in picture galleries the light 
from the illuminant is mainly directed on to the pictur(‘, and not into the 
eye. It must cover the whole picture, and yet it must not be possible to 
view an image of the illuminant in glazed pictures. The position of the 
illuminant is largely dependent upon this. 

Considering the second demand, it is essential that the colour of the 
light should approach daylight as far as possible. Art experts to-day 
favour light from a southern sky (northern hemis])here) as being more 
satisfactory than the more uniform light from a northern sky. This is in 
favour of artificial daylight lam])s, which in colour are closer to the light 
of the sun than that of a covered sky. 

The wall decoration is preferably of a waim grey, which appears 
cheerful under the light of daylight fixtures. 

For general illumination an intensity of about 3 foot-candles is 
satisfactory, while the paintings should be illuJiiinated to a much higher 
extent. The actual illumination will depend upon the colour of the 
painting : if light, it will require less illumination than a dark one, and to 
see the details of a fine etching the illumination should certainly be 
10 foot-candles. If the total illumination is of a general character, it 
must be intensive enough to study the finest etching. Floors and 
ceilings in picture galleries should not be too bright, and hence the down- 
ward and upward components of the light must be limited. 

Fig. 8.40 shows the lighting of an art gallery, the general illumination 
being obtained with totally enclosing units fixed to the ceiling, while the 
walls are lighted by means of small lamps in trough reflectors. f 

For statuary lighting the problem is somewhat different. Multiple 
shadows must usually be avoided, and too much diffusion results in 
flattening of the objects. On the whole, the number of lighting units 
should be limited, so that light and shade give the correct impression 
of the object. The direction of the light often alters the mood of the 

♦ For further information on “ School Lighting,” see lUiimimting Engineer, 
February 1918, p, 47 ; January 1919, p. 13. 
t General Electric Review, 1914, p. 320. 
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object, General rules cannot be given, and each case must bo treated 
individually. 

8.23. LIGHTING OF HOSPITALS. —The lighting of siok-rooms must 
be restful above everything else, but it is a mistake to make it low at 
all times. In fact, a cheerful room has a good influence on the patient 
who IS on the way to convalescence. The best system of lighlmg 
IS the indirect one, the lamps being so wired that each fixture consists 



Fio. 8.40. — Lighting of a Picture Gallery. 


of several lamps which can be switched in scjiarately, and th(‘ various 
units also singly. Walls and ceilings of such places are usually (or 
should be) of light colour, so that the indirect system is by no im'ans 
ineflicient. 

If direct lighting is applied, bare filament lamps and even shades 
should be out of the line of /ision. The remarks made under the lighting 
of bedrooms hold also here, especially for private sick-rooms. 

For operating-rooms a very high-intensity illumination is required 
(10 to 20 foot-candles), obtained with focussing reflectors and frosted 
lamps (see also under the lighting of dissecting-rooms, paragraph 8.21). 

For further information the reader is referred to No. 6, vol. xv., 
June 1922, of the Illuminating Engineer, which deals with “ The Use of 
Light in Hospitals,” by John Larch. 
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8.24. LIGHTING OP RAILWAY CARRIAGES. -In this country 
(Union of South Africa) the lighting of railway carriages, though electric, 
is universally bad. It is impossible to read in comfort in any carriage, 
even on long-distance j ourneys. The flux of light is altogether inadequate, 
and the shading is utterly out of date. 

For a proper and up-to-date system the illumination should bo at 
least 3 foot-candles, as in a rocking train more light is required than in 
a stationary aj)artment. On the watt per unit floor-space basis good 
results have been obtained by installing 1*1 watts per square foot in 
open carriages. A car 50 feet long and 8 feet wide would thus require 
about 20 units of 28 watts each. These units should be uniformly 
distributed in two rows, an arrangement which is suj)erior to the central 
single row. Reflectors of the intensive ty})c with high ceilings, and of the 
extensive class with low ceilings, if necessary with bowl frosted lamps, 
give satisfactory results. 

On the above basis we should require for a sjiai'e of 8 X G = 48 square 
feet, lamps totalling 67 watts in the comjiartment type of coach. As there 
is more absorption than in an open carriage, it is advisabh* to increase the 
ex])enditure of power to 1-6 watts per square foot. This would mean 
about three 28-watt lani])8 per compartment. The type of reflector 
will depend upon the construction of the coach. 

A number of types of reflectors and enclosing units have been de- 
veloped for car lighting. For coach lighting, where elliciency is the 
jirincipal consideration, the open mouth reflector is generally used. 
Good results are obtained with a reflector giving the maximum candle- 
power at 45 degrees. 

The following table gives further information : — 


Table 8.15. — Railway Carriage Lighting (Hulse).* 



Averai^e Illumination on 40"" Reading 

Factor of 



Planes, ft.-c. 


Utilisation 

Type of Reflector, 




(Efficiency) 

Aisle Seats. 

Window 

Scats. 

Average. 

on 45'^ Plane 
Per Ck)nt. 

Prismatic clear 

2-66 

217 

2*42 

34-2 

Heavy density opal 

2-41 

1'87 

214 

30-3 

Medium density opal 

200 

1-65 

1-83 

1 25-9 

Prismatic satin flnish 

1-94 

1*50 

1-72 

24-3 

Light density opal . 

1-79 

1-52 

l-6() 

23*5 


The lamps are spaced at 6 feet, giving 67 generated lumens per 
running foot of the car. 

When totally enclosing units are employed, the appearance is improved, 
* Illuminating Engineering Practice, M‘Graw-Hill, 1917. 
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but the efficiency is much less. Table 8.16 gives results of tests with 
these.* The lamps are the same as before. 


Table 8.16. — Railway Carriage Lighting (Hulse). 



Average Illumination on 45'^ 
Reading Planes, ft.-e. 

Eflicieney 

Ty|)e of Reflector encJotsijig Unit. 

Aisle vSeats, 

Window 

Seats. 

Average'. 

on 45'" Plane 
Per Cent. 

Light density opal 

109 

0*97 

103 

14() 

Shallow prismatic reflector with 

1:19 

109 

1-24 

17-5 

light dcTUsity bowl. 

Reflecting and diffusing globe 

1 1 44 

1-24 

1-34 

19-0 

8end-indircct .... 

1-50 

1 24 

140 

19-8 

Indirect ..... 

1-30 

111 

1 23 

17 4 

Ban5 lamp .... 

117 

! M3 

M5 

16-3 


It will be noticed that all these illuminations are on the low side, yet 
they are a good deal above the values (‘xperienced on the South African 
railways, which is felt all the more as daylight is generally so excessively 
bright. 

8.25. LIGHTING OF RAILWAY STATIONS. -A. Cunningtonf 
recommends a minimum horizontal illiindnation of 0-5, <)'25, and ()*U35 
foot-candles for platforms of terminal stations, important junctions 
with low roof over platforms only, and less important wayside stations 
respectively. For dealing with large crowds this is certainly too low, and 
this applies also to the other recommendations given in his jiaper. The 
values presented in Table 8.04 will be more satisfactory. As regards out- 
door illumination and types of lamps to be used, see paragraphs 9.15 
and 9.16. 


* llluminatiti^ Engiriaeriug Prarlice, M‘Graw-Hill, 1917. 
f A. Cunningt(3n, lllnminatimj Engineer^ vol. xii. pp. 59-88, March 1919. 
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ILLUMINATING ENGINEERING (continued) INDUSTRIAL 

LIGHTING. 

9.01. GENERAL CONSIDERATIONS. In tliesc days of strikes and high 
costs of production it is more than ever essential that all tools for the 
manufacture of goods are up to date, and that conditions for working 
are made as comfortable as ])ossible. Good lighting, whether natural 
or artiticial, is })robably the first important tool common to all work. 
U])heavals and revolutions have at last convinced manufacturers and 
legislators that it has been a mistake in many directions to have erected 
the factories in or close to large towns, instead of spreading them over 
rural districts, when* ground and food is usually cheaper and where the 
workman is on the whole more contented and less liable to be swayed 
by the outpourings of agitators than in large towns. In the latter, on 
account of space, factories and workshojis have to be built in three and 
more storeys, close together, so that the toj) floors alone (*an be given 
proper daylight illumination, i.e. light from above. The light on the 
other floors, being lateral, is often insufiicient for the proper carrying 
out of the work both as regards quality and output, especially away from 
the windows, and the conditions of working may even be prejudicial to 
the comfort, safety, and health of the worker. By means of proper 
artificial lighting some defects of high buildings may be minimised. 

The effects of good lighting, both natural and artificial, are manifold 
and include the following : — 

(1) Keduction of accidents, 

(2) Greater accuracy in workmanship and increased production for 
the same expenditure of labour. 

(3) Less eye-strain and better working and living conditions, and thus 
greater contentment of the workpeople. 

(4) Superior order and neatne.ss in the plant, easier supervision and 
less costly management. 

9,02. REDUCTION OF ACCIDENTS. — Many investigations have been 
carried out in this direction. The American Manufacturers’ Association 
states that in the United States alone 500,000 avoidable accidents have 
occurred in one year, and the authorities, who have made a study of 

3^>4 
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safeguards for the benefit of employees, maintain that 25 per cent, of the 
accidents were caused by inadequate lighting. It is, of course, extremely 
difficult to obtain definite data to show how many accidents are due to 
want of proper illumination. The Police Department of the City of 
Cleveland instituted a survey in order to detcTJuine, if possible, how many 
of the 1059 accidents which occurred after dark in the streets during one 
year would have been avoided had daylight or its equivalent been 
available.* The simplest way of making such an estimate would be to 
compare the accidents which occur betwetm, say, 5 and 9 j).m. in mid- 
summer when daylight is available with the num])er tor the corresponding 
hours in mid-wint(T, when it is dark. The r(‘Cords actually show that 
there were 157 accidents between these hours in June and July, while for 
December and January th<‘ total was 193, or about 22 per cent. more. 
There are, howev(‘r, several other variables beside the question of day- 
light and darkness, wliich one must take into account when comparing 
accidents in winter with those in summer. For example, there are as a 
rule very many less vehicles on the streets in mid-winter, hence there is 
less liability of ac(‘ident ; on the other hand, this fa(‘tor is counterbalanced 
to some extent by the effect of slippery pavements. It is necessary there- 
fore to separate these other variables before we can decide upon just how 
many of the 193 accidents on mid-winter evenings should be attributed 
to lack of light. Obviously, we can find the relative effect of all these 
other factors, except lighting, by comparing the number of accidents 
which occur during the middle of the day in winter months with those 
in the summer months, or, for that matter, those that occur in the 
middle of the night at both seasons of the year. On this point the 
records show for December and January 12| per cent, less accidents 
between 9 a.m, and 4 p.m. than occurred during the same hours for June 
and July, and they also show 8i per cent, less accidents for the winter 
months during the hours that were dark at both seasons, viz. from 10 p.m. 
to 5 a.m. 

We are therefore justified in stating that, except for the question of 
light, there would have been fewer accidents between 5 and 9 p.m. in 
the winter months than for the corresponding summer months. To be 
exact, instead of 193 accidents in the winter for every 157 accidents in 
the summer we would have found 140 accidents in the winter had it not 
been for the lack of light. In other words, there were 53 accidents which 
can be attributed directly to lack of daylight. If we apply the same 
proportion, viz. the ratio between 53 and 193 to the total number of 
accidents occurring after dark in Cleveland during the whole year, we 
find that 292 of them are to be attributed to lack of light, and of these 
at least 14 must be classed as fatal accidents. 

It is, of course, questionable whether artificial light will be as good as 
daylight in preventing accidents, as it would be too expensive to provide 

* Ward Harrison. 
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the necessary intensive illumination after dark, but there is no doubt 
that in well-lighted streets the accidents will be far less in number than 
in badly lighted thoroughfares, and this, experience has amply ])roved. 

Similar results show th(‘ investigations made in New York from 
July 1912 to June IJIJ. 

It must not be forgotten that in industrial c-oncerns accidents often 
prove very costly, and from this standpoint alone it may be more econo- 
mical to avoid accidents as much as jiossible by installing proper and 
adecjuate illumination. 

9.03. INCREASED PRODUCTION. -The cost of manufacturing an 
article consists of tJiree items, viz. fixed cost of operation, labour, and 
material. (V)nsidering the first, when plant is enabled to operate on a 
three 8-hour shift rate, the fixed cost of op(‘ration and maintenance, 
including interest on the capital outlay, taxes, depreciation, etc., are 
distributed largely over three times the one-shift output. Anything 
which will lessen the cost of the so-called dark-hour output should 
therefore be welcomed. Good lighting is the best means of accomplish- 
ing this. 

An important obstacle to economic production is spoilage. Census 
experts maintain that the s]>oiling on all goods manufactured in the 
United States in 1909 amounted to at least 1 j)er cent, of the total output, 
and cost 150 million dollars. They state further that 75 per cent, of the 
total spoilage occurred under artificial light, 25 of which could have been 
avoided if lighting had been adequate, resulting in a saving of about 
28 million dollars. 

Spoilage is often tlie result of fatigue, and as artificial lighting fre- 
quently occurs during that part of a shift when the o})erator is tired, the 
number of mistakes under poor light will increase according to the 
compound interest law. 

In textile mills it has been proved that from 12 to 20 per cent, less work 
is done under artificial lighting than under daylight. For 1000 looms 
and 500 working hours under artificial lighting this means from 60,000 to 
100,000 hours wasted annually, and is equivalent to 20 to 30 looms being 
worn out each year without producing a yard of cloth. In addition, the 
power to run these looms is lost. 

Considering the cost of labour, we may regard man and machine to 
act as a combination. An increase in the efficiency of one improves that 
of the combination, and good lighting will certainly improve quantity and 
quality of work. Time lost due to darkness, and even due tp the necessity 
of moving portable lamps, must be paid for. Bad illumination is also 
very detrimental to learners as regards eyesight and general welfare. If a 
man under poor lighting conditions is worth 2s. an hour, and 2s. 3d. with 
adequate lighting, it will always pay to make the necessary improve- 
ments, as the cost of wiring, power, etc., will not nearly equal that saved 
in this way. 
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As regards the third item, the materials form a very important part 
of the (‘ost of the finished article. By improper manii)ulation material 
may often he spoih'd or won destroyed. Under ])oor lighting defi'etive 
arti(*les may nmiain unnoticed, or, if detected, they may Jiav(‘ to Ix' sold 
at reduced rates. 

9.04. THE HUMAN ELEMENT IN INDUSTRIAL WORK. Unless 
workpeople are happy and contented in their work, they cannot bring 
forth their best efforts. Consequently, no method of conducting industry 
is satisfactory if it leads to a waste of human effort. 

The relationshi}) between (*apital and labour at the present day is, in 
general, unfortunate. One strike follows upon another, at a time when 
the whole world is crying for goods. As is usually the case, the fault 
lies on both sides. Tn the olden days an employer knew his men 
personally and called them by their ('liristian names. The whole 
establishment was a kind of enlarged family. To-day this is no longer 
possible, but matters miirht be imjuoved by distributing factories more 
over rural areas. On the whole, however, there is only one way of 
creating a better atmosphere between employer and employee, viz. by a 
more righteous adjustment of wage to production; by the absence of 
charity and injustice; by the presence of leading and the absence of 
driving; by opening the door of ojiportunity ; by the selection of the 
right man for the right job; by the spirit of candour and frankness on 
both sides ; by banishing the spirit of aloofness on the part of the manage- 
ment and giving the employees a voice in settling the working con- 
ditions, and by instilling in the youths of both clas'ses that the s])irit of 
grab, which has infested humanity, does not lead to happiness. Dividends 
of 200 per cent, are immoral. 

We are here, of course, mainly concerned with the comfort and content- 
ment of workjieople as caused by good lighting. In a well-illuminated 
shop dirt is easily noticed, and in consequence the workman keeps his 
place and machine tidy. If he enters a badly illuminated room from a 
sunny morning he becomes at once depressed, while if he leaves a dirty 
day outside and finds a warm, well- ventilated and bright, cheerful 
working place his spirit rises and his work progresses all the better. 
When a person has to look for his tools in semi-darkness and works 
because he has to, the labour annoys him before he commences. This is 
proved every day. An American firm which spent 5(),()()0 dollars to bring 
the lighting up to date found out that the difficulty of procuring reliable 
workmen disappeared, time was saved in commencing work, complaints 
about fatigue ceased, and errors were largely avoided. It proved a good 
investment, 

It should be unnecessary to add that with good illumination it is 
easier to keep plant and space in better order than is the case in semi- 
darkness, and that supervision is less difficult and fewer persons are 
required. Moreover, in dark and dirty surroundings the workman 
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becomes often slovenly and is induced to idleness, and the best intentions 
are rendered nugatory. The cost of lighting a factory adequately is 
often only a very small fraction of the cost of wages. 

Suppose a lOO-watt lamp illuminates 100 square feet, the space 
required for one workman, and that the light is wanted for 1000 hours 
per year, the cost of current being 6d. per unit. The expenditure of 
installing the lamp with bowl-sha])ed enamelled steel reflector, including 
wiring and 2 h. for the bulb, amounts to 30s. Reckoning interest at the 
rate of G ])er emit, and 10 {)er cent, depreciation, or a total of IG per cent., 
and a life of 1000 hours for the bulb, the annual bill is as follows : - 

lnt('rest and depreciation . . . 4*80 shillings. 

Power at Gd. per unit .... 50*0() ,, 

(h‘aning at 2d. per time, 24 times per year, 4-00 ,, 

Renewal of lamp ..... 24)0 ,, 

Total . . . . .60-80 shillings. 

The wages for 10 hours per day, 300 days per year, at 2s. per hour, amount 
to GOOO shillings. The ratio of cost of lighting to that of the wages per 
man is thus 0-01 or 1 per cent. This shows that if good lighting saves 
only 30 hours per year or G minutes per day of 10 hours, or apj)roxiniately 
half a minute per hour, it proves a good investment. 

9,05. LIGHTING LEGISLATION.- It is gratifying to see that since 
th(‘ ])ublication of the first edition of this book lighting legislation has 
a})peare'(j in many countries. Naturally, such h*gislation gives mainly 
directions for the minimum requirements, which in practice are and should 
be greatly exceeded. The Committee appointed in Great Britain recom- 
mends as follows 

(1) There should be statutory provision — 

((/) requiring adequate and suitable lighting in general terms 
in every part of a factory or workshop ; and 
(h) giving power to the Secretary of State to make Orders 
defining adequate and suitable illumination for factories 
and workshops or for any part thereof or for any process 
( arried on therein. 

(2) Over the “ working areas ” of workrooms the illumination 
measured on a horizontal plane at floor level shall not be less than 0*25 
foot-candle, without prejudice to the illumination required for the work 
itself. 

(3) In all parts of iron foundries in which work is carried on or over 
which any person is ordinarily liable to pass, the illumination measured 
on a horizontal plane at floor level shall not be less than 0*4 foot-candle. 

(4) In all parts of factories and workshops [not included under 
recommendation (2)] over which persons employed are liable to pass, the 
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illumination measured on the horizontal plane at floor level shall not be 
less than 0-1 foot-candle. 

(5) In all open spaces in which ])(‘rsons ar(‘ eniplo} ed during the period 
between one hour after sunset and one hour before* sunrise, and in any 
dangerous parts of the regular road or way over a yard or other space 
forming the approach to any ])lace of work, the illumination on a hori- 
zontal plane at ground level shall not Ik* less than 0-05 foot-candle. 

(6) There shall be power for the Department to allow exemption in 
individual cases. 

Unsatisfactory artificial lighting includes the following : — 

(a) Insufficiency of illumination. 

(h) Inside obstruction. 

(c) Inconvenient shadows, 

{d) Antiquated methods of lighting (glare). 

(e) Neglect of upkeep. 

An illumination is not always satisfactory by providing a sufli(‘iency 
thereof, but the light must be properly directed, and the eyes of the 
workman must be protected, if necessary, with the correct glasses 
(see paragraph 3.05). Illumination values may be taken from Table 
8.04, or will be found lielow under the paragrajdis dealing with the 
lighting of the various jilaces of employment. At the same time it 
must not be forgotten that surface brightness plays an important part. 
It will be seen from Table 3.01 that even for reading purjioses a higher 
illumination is desirable in dark-coloured rooms than in those with light 
surroundings. In industrial work it may be stated that in general the 
surface brightness should b(‘ ap])roximately constant, in other words : 

Reflection coefficient X illumination = constant . 9.01. 

It is, of course, impossible to fulfil these conditions entirely, as for very 
dark objects the illumination would have to be abnormally high, but 
they should be carried out as far as practicable. 

9.06. GENERAL INSTRUCTIONS FOR GOOD LIGHTING.— The 
system of illumination to be installed in a factory depends to a very large 
extent upon the work carried out therein. On the whole, a general 
system of illumination is to be recommended, as it need not necessarily 
be more expensive than localised lighting. In the latter case, when 
lights have to be moved, they often cause glare in new positions and 
time is wasted in sliifting them. By moving them they are often soiled 
and additional cleaning may be required, thus resulting in additional 
expenditure. 

Artificial light follows daylight, and in changing from one to the other, 
the conditions should vary as little as possible. It is just through this 
period that the eye is still set to the daylight and finds even a high 
artificial illumination dim, until it has accustomed itself to the new 
conditions and become more sensitive. A gradual change is fairly easily 

24 
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obtained by a general system of lighting, especially if the indirect or 
semi-indirect methods are employed, as the light will be well diffused, 
but with localised lighting the workman may have to change his position to 
avoid inconvenient shadows and direct reflection. The system of wiring 
is also of importance. With lateral daylight illumination the circuits are 
preferably arranged so that the rows of illuminants — which should be 
parallel to the windows — furthest from the windows can be switched on 
first. In many instances it may also be desirable to instal daylight 
fixtures so that the colour of the light during the waning ])eriod and 
thereafter is altered but little inside the working room. 

For an eye-rest syst(‘m the choice of the background for the work is of 
great importance. This is especially the case for localised lighting when 
units are close to the work. Few modern illuminants, however well 
shaded, may be viewed with comfort at close quarters, and if the back- 
ground of the work is dark, the working object light, the contrast may 
result in glare. With very low ceilings, general illumination may not 
always lie possible, and it should then be seen that the transmission of 
the illuminants is low. Also, where machines differ in nature and size, 
or cannot be arranged in uniform rows, a system of general lighting may 
be inconvenient, as the outlets must be spaced according to the positions 
of the machines. The system is then known as localised goieral or grouj) 
lighiiiaj. If additional local lights are essential, the direction of light 
must be considered and should, if possible, be fixed and unalterable. A 
case in point is the lighting of sewing-machines (see paragraph 9.1 4-). 

Good lighting must result in good seeing, and this means a proper 
distribution of light and shade. For some work focussed direct light may 
be essential, for instance, in order to examine a polished surface. In 
other cases, highly diffused light gives greater satisfaction. The back- 
ground should be of a uniform colour and brightness, as a collection of 
objects and colours may give rise to severe eye-strain. Fine details 
are usually best seen as bright objects against dark backgrounds or dark 
objects against light backgrounds. Each case should be studied in- 
dividually. Against excessive heat and ultra-violet light the correct 
glasses must be provided. 

9.07. THE HYGIENIC ASPECT OF ELECTRIC LIGHTING.™Of all 

the different systems of artificial lighting the electrical system is the best 
from the hygienic standpoint. As long as proper precautions are taken 
to guard the eyes against ultra-violet light, and the right type of lamp 
is installed in the right way, perfect comfort is attainable physiologically 
and hygienically. From the very nature of electric light this seems self- 
evident, yet statements to the contrary are not infrequently made. 
These statements rest, however, mostly on the basis of ignorance, and 
cannot be substantiated by actual tests. 

It must, of course, be remembered that lamps like the quartz-mercury 
vapour lamps must not be burned without diffusing globes, as quartz 
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does not absorb high -frequency ultra-violet rays (see fig. 3.07). But 
with glass globes or tubes mercury vapour light is le^s fatiguing than red 
light. In fact, tlie less red there is in the colour of illumiriants, the 
longer people can work with artificial light Ixdore fatigue sets in. As the 
modern illuminants, suc.h as the gas-filled lamp, are far superior to the 
old carbon lamps, electric light is superior to many of the other customary 
illuminants which contain an abundance of red rays, as long as correct 
shading and diffusing is employed. 

The purity of the atmosphere is usually judged by tlie quantity of 
carbon dioxide. This is, however, hardly the right w.i> of judging the 
atmosphere, since even an amount of .5 })er cent, of (^>2 causes no ill- 
effects as long as the air is otherwise pure. Only an amount of JO per 
cent, of COg causes choking, and such quantities are never found in even 
the worst plat’es. Of course, an increase in the carbon dioxide usually 
means a reduction in the available amount of oxygen, but then electric 
incandescent lamps do not consume oxygen, and consequently produce 
no carbon dioxide, so that from this standpoint electric incandescent 
lighting is superior to all other installations. It is, however, not so much 
the carbon dioxide which })ollutes the air as the trans])irations from the 
skins of the ])eople assemliled, which cause the inconATnience and have a 
nauseating effect. The })roduction of tliis poisonous toxin is not pro- 
portional to the amount of CO 2 produced by a given number of ])co}>le, 
because where the jicople assembled are physically clean the air keeps 
pure far longer than in rooms filled witli a dirty mob. The rate of the 
production of this poisonous toxin depends largely upon the tem])erature, 
whereas the rate of production of OO 2 is independent of it. 

The accompanying Table 9.01 shows the amount of heat and of 002 
produced by different illuminants, and illustrates the striking superiority 
of electric light over all other radiators. To this must be add(‘d the heat 
produced by the people assembled, which may be ex^iressod approxi- 
mately by the following equations : — 

H~6(37 —0 for adults ^ ^ 

H = 3(37 for children j 

in which t is the temperature in degrees centigrade. 

Electric lighting is, however, even more favourable than this table 
indicates. As an electric lamp gives off so littk heat, it can be brought 
much closer to the area which requires local lighting; consequently, 
smaller units may be employed, and for this reason it is often possible 
to replace a 70-candle gas light by a 30-candle incandescent electric 
lamp. 

To the production of heat by gas and other flame lights we must add 
that of moisture. Moisture facilitates the production of the poisonous- 
toxin due to transpirations. Electric lamps do not increase the moisture 
in the atmosphere, since they glow in a vacuum, and even if arc lamps are 
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used it will bo found that the percentage of moisture usually decreases 
instead of incroasos, which is to be explained by the increase in teiHj)era- 
ture without the formation of H 2 O.* The increase in tlie temperature 
is therefore practically counterbalanced by the reduction in moisture. 

Tablk 9.01. -Heat and Carbon Dioxide Given off by 
Various Illumtnants. 



Kilogr. (^aloi ies 

Litres of CO, 

Litres of Air 
required 
]H‘i (’andle 
per Hour 

Type of Illumiiiant 

j)er Candle 
per Hour. 

j)ei Candh* 

])ei Hour. 

Ordinal y paratliii oil lump 

45 

10 

75 

I’araliin oil incaTKleseimt li^dit 

9 7 

0 

157 

Air gas ,, n 

57, 

0-83 

5-8 

Acetylene ,, ,, 

1 6*1 

0-55 1 

3 2 

(Wgas 

,, inverted light 

8-4 

0-95 1 

G 1 

5-5.5 

0 (i;i 1 

6-1 

,, press light . 

4*35 

0 

0 

5'0 

Carhv)!! filament eU*cLiie light 

2 85 



Metiil ,, ,, 

1 *33 



< )r(linary arc lamp .... 

1*06 

0'()3 

0**10 

Flame ,, 

0-22 

0‘()11 

0 17 


All flame lamps which burn gases, and espcnially coal-gas, produce 
sul])huric and nitric acid. If we enter a room whose atmos])h(Te has 
been lowered in quality by gas burners, we feel o])])ressed, and there is 
little doubt that throat troubles are largely caused by the j)roducts of 
combustion. Extensive experiments further indicate f that the in- 
creased ventilation caused by the hot gases from gas burners is largely 
imaginary. If we add to tliis the danger of poisoning by gas (New York 
alone has 2000 cases per year), the trouble of gas leakage (no ])ipes are 
perfectly sound, so that some gas always escapes before it is consumed by 
combustion), the inconvenience of lighting and additional cleaning — 
the unbiased mind should have no hesitation in deciding which method 
of artificial lighting is the better one from the hygienic standpoint. 

9.08. LIGHTING OF OFFICES.— It is now generally accepted that 
soft, diffused light is best for office illumination. This means that the 
ceiling of such rooms should be of light colour, preferably white, and that 
indirect or semi-indirect fittings are best installed. The illumination 
should be high, as one generally finds short-sighted people in offices. 
For ordinary office work, 6 foot-candles should suffice; but for drawing 
offices it must be raised to 8 to 12 foot-candles. Even if semi-indirect 
units are employed, they should be very dense, so that the direct trans- 
mission is low, and the contrast brightness between objects in the central 
portion of the field of view should not exceed 100 to 1, if fatigue is not 

* See K. Schleainger, K.T.Z.^ 1011, p. 944. 
t E.T,Z„ 1911, pp. 98l-‘982. 
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to result. This means that the intrinsic brightness of the luminous 
globe should be limited to about ^ candle per square inch of apparent 
area, which restricts the choice of units to indirect, or semi-indirect 
fittings of high density. An intrinsic brilliancy of about | candle per 
squan' inch is giv(*n by a 60- watt vacuum lamp in a JO-inch bowl of 
medium density, whi(’h is less efficient than indir(‘ct light and limits the 
size of lamps. 

Desks should not possess polished surfaces, as even with a totally 
indirect system and well-diffused light, specular rcllcction is povssible. 



Fig. 9.01.^ — Oflice Lighted by Indirect Units (0 E.O.). 


This is well illustrated in fig. 9.01, in which specular reflection is apparent 
in the glass coverings of the desks. 

8ide walls of large areas should not be so white that they reflect a 
large amount of light into the eye, but also they should not be so dark as 
to provide too much contrast. A light grey colour will be acceptable. 

Semi-indirect units have the advantage that they destroy the effect 
of flatness, which is often noticeable with totally indirect fittings, and 
hence this system is favoured more and more. For drawing offices, 
however, this does not matter much, and the principal idea is to prevent 
all possibilities of shadows. Where the ceiling is unsuitable for indirect 
light, the semi-enclosed unit (see Table 8.12) should have a top reflector 
of large dimensions and low brilliancy. In tracing drawings, it is best 
to work on the dull side rather than on the glossy one. 

At the same time the diffusion must not be too good, as otherwise it 
may be difficult to find the holes made by compass pins. 
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In locating the outlets, provision should be made for possible changes 
in the arrangements of the office. Although a smaller number of outlets 
may be sufficient for jjroper diffusion, in a given case, yet it must not be 
assumed that a greater number necessarily increases the cost of wiring 
to any extent, since the price of a large bowl is not proportional to the 
diameter, but increases mucli more rapidly than tlie latter. 

In fig. 9.(>2 is given the plan of an office 24 > 16 feet, for which four 
outlets would suffice to give good uniformity of illumination, but 




Kiu. 9.02 — S[)aoing Outlets m an Otlico 


by installing six the room can afterwards be rearranged so as to provide 
a private office. Let the room height be 12 feet, then the ratio 

U. With light ceilings and medium walls, and a 
ceiling height 12 ^ ^ 

dense opal semi -indirect unit, the utilisation factor would be 0*27 (see 
Table 8.12). As the width of 16 feet exceeds the height, we require two 
rows and two lamps in a row, but for the above reason of possible changes 
in the office arrangements, we instal three lamps per row. For an 


6x16x24 


XL25- 


illumination of 6 foot-candles the total flux required is 
10,666 lumens, where 1-25 is the depreciation factor. Each lamp must 
thus provide = lumens. 150-watt gas-filled lamps at 220 


volts would about fulfil the conditions. Four similar 200-watt lamps 
would also provide the necessary flux. 

9.09. STORE LIGHTING.- The illumination should be high to invite 
customers, to reduce the opportunities of shop-lifters, and to minimise the 
return and exchange of goods. Large stores in fashionable thoroughfares 
should naturally be brighter than small stores in side streets. The 
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general rules about glare and proper shading hold luirc also. Daylight 
colours in many instances arc not only desirable, but essential, and 
for accurate colour discrimination proper daylight hxtures must be in- 
stalled. The illumination depends upon the goods shown. If there 
is a mixture from white to black, it must be high enough to study 
the latter. Table 8 04 gives figures which may be considered excellent 
practice to-day. 

The installation should be so designed that for a givem amount of 



l<’iG 9.03. Illumindtion of a Wallpai)er Department (G.E.n.) 


power we get the maximum amount of light on the counter or where it 
is wanted. This means that effective reflectors must be employed. For 
illuminating glassware, the indirect or semi-indirect systems are not 
suitable, as cut glass will appear dull, and we should employ clear bulbs 
(preferably gas-fillcd lamps) in prismatic focussing reflectors in order to 
make the goods sparkle and thus show them up. For exhibiting wall- 
papers, the totally enclosing units of the opalescent or prismatic types 
give good results, as is indicated in fig. 9.03. 

As regards cigar, stationery, drug, book, and music stores, the show 
cases or shelves or books usually occupy at least one wall, the colour being 
dark. The counters should be well illuminated by employing focussing 
reflectors above them, while the shelves should be sufficiently bright so 
that titles on books or cases can be read without difiiculty. 
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Jewellery and (hina stores fall under the category of glassware 
rooms and should be similarly treated 

(Considering art stores, the reader is referred to paragraph 8 21, dealing 
with the lighting of museums 



In furniture, piano, and hardware stores we should have a fairly 
uniform illumination, obtainable with suitable semi -indirect or totally 
indirect fittings If direct lighting units are employed, they must be 
placed high up and should be totally enclosed, the intrinsic bnlhancy being 


Fio 9 04 — Indirect System of Shoe Store Lighting (G E C ) 
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low. Boot stores also require a fairly uniform illumination in order to be 
able to read the numbers on the boxes arranged on shelves covering the 
walls, but somewhat higher illumination must be provided, about a foot 
above the floor, where boots are tried on. A few direct fixtures with 
focussing reflectors and bowl-frosted lamps will answer the purpose the 
general illumination being obtained with semi-indirec^t or totally indirect 
units. A totally indirect system of shoe-store lighting is shown in fig. 
9.04. 

For grocery departments, the totally enclosing direct unit of low 
transmission and a few focussing reflectors for the coiintci s are satisfactory. 

In millinery stores and hat shops the inspection is done in th(‘ centre 
of the room, while ladies’ hats are display'll in high glass cases lining 
the walls. Any system providing a good uniform illumination will do. 
For the florist shop similar remarks hold, but for special show cases 
additional illumination may have to be provid<‘d. 

In barbers’ shops the faces of the patrons provide the plane of 
illumination, and as they lie back and look up to the ceiling they must 
not be inconvenienced by bare lamps. A 600-lumen bowl-frosted lamp 
equipped with an opalescent reflector giving an intensive distribution, 
hung about 7 feet 6 inches from the floor, and plac'^d between each two 
chairs even with the top of the back of the chair, gives good illumination 
for hair cutting, and when the chair is turned back for shaving the light 
will be on the under part of the patron’s chin. Or use indirect light. 

For dry-goods stores the illumination must be high, and if daylight 
fixtures are not installed throughout the store, special counters should be 
illuminated with correct daylight fixtures. Direct fittings must be out 
of the line of vision, indirect units should hang 2 ^ feet below a 12-feet 
ceiling, 4 feet from a 16-feet ceiling, and 5 feet below a 2()-fect ceiling. 
Use the same type of fitting throughout, and arrange the outlets sym- 
metrically and at the same height. 

9.10. SHOW WINDOW LIGHTING.— A show window is a kind of a 
picture in which the window-dresser has endeavoured to arrange a 
number of objects in a manner which tends to draw and hold the attention 
of the onlooker. At night, the power of the display to draw depends 
largely upon the lighting. 

Bare lamps should not be visible at all, and it is even advisable to 
conceal the reflectors. The degree of illuminaJtion will depend to a great 
extent upon the colour of the goods shown, and upon the locality. In 
side streets with a low street illumination a show window would appear 
brilliantly lighted with, say, 5 foot-candles, whereas in a well-illuminated 
business street the contrast may be less with 50 foot-candles. 

The hanging height of the lamps has little influence on the illumination 
as long as the correct type of reflector is employed. Prismatic and 
mirrored-glass reflectors have been found to give the most satisfactory 
results. The fittings are usually placed along the front top edge of the 
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window, and should be screened from view. The arrangement must be 
such that no specular reflection is apparent, which may happen with 
polished backgrounds. In such cases a curtain may be dropped close 



to the lamp from the ceiling between the light sources and the higher 
part of the background. The reflection in the window glass of bright 
objects in the street cannot always be prevented, unless curved window 
glass is used. The placing of the outlets will depend largely upon the 
goods exhibited, and as these vary (as a rule) from time to time, it is 


Fig. 9.05. — Shop Window Lighting (G.E.C.). 



ILLUMINATING ENGINEKRING — INDUSTRIAL LIGHTING* 379 

advisable to provide two or three times as many outlets as are ordinarily 
wanted. These might be wired in groups in order to be able to vary the 



Eia. 9 . 06 .— Chart for Determining the Proj>er Tyf»e of Relle(;tor (X-Ray Reflector Co.). 


direction of the light. If the display has a central figure, the latter will 
require a more pronounced contrast of light and shade than could be 
obtained with a more or less uniform illumination. With additional 
outlets an intelligent window-dresser will easily procure the right result. 

In many cases a light matt background will greatly improve the 
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illumination, but sometimes mirrors might be wanted if the onlooker is 
to see two sides of the displayed goods. Fig. 9.05 illustrates a well- 
lighted window with the proper use of mirrors in the background. The 
lighting units visible are images of outside lamps. 

In some instances, where the window area of the ground-door is 
restric.ted, success has also been achieved by using the first-floor windows 
for show purposes. Mirrors arranged at the })roper angles are placed in 
front of these and can be viewed quite easily by people standing below in 
front of the ground-floor displays. 

The correct type of reflector of those mentioned in paragraph 7.08 
for any given show window may be obtained with the aid of fig. 9.06, in 
which the various lines represent approximately th(‘ upper boundaries 
of the luminous fluxes for lamps placed at different heights. 

Example . — A shop window 11 feet high and 7 feet deep, with a 
background of 8 feet, is to be illuminated, the background consisting of a 
light matt surface with goods displayed thereon. Draw a vertical line 
for a depth of 7 feet and a horizontal line for a background of 8 feet, and 
join the point of intersection with 11 feet window height, when we find 
that the scoop is wanted. (With a height of 10 feet, a depth of 6 feet and 
a polished background, the visor is the correct reflector (line A-C).) The 
suitable spacing is 15 inches, so that for a length of 20 feet we require 
sixteen lamj)8. Reckoning with a depreciation factor 1-25 and a utilisa- 
tion factor of 0-50, an illumination of 25 foot-candles requires a total flux 
of 8850 lumens, or per lamp 553 lumens. Sixty-watt vacuum lamps will 
approximately answer the purpose. 

9.11. LIGHTING OF MACHINE SHOPS.- The construction of the 
shop will largely influence the type of system to be employed. The 
arrangement of the plant is usually such that the processes requiring 
most light are carried out near the windows, but this point must not be 
carried so far as to interfere with the train of manufacture. It is often 
cheaper to instal artificial lighting than to break up the sequence in order 
that each machine receives the best natural light obtainable. 

Light walls and ceilings should be used whenever possible, and it pays 
to carry out whitewashing periodically. 

For localised lighting lamps must be properly shaded, and bare lamps 
are out of date (see fig. 9.07). With the light properly directed it is 
possible to use small lamps and thus reduce the consumption. The 
contrast between the illuminated object and the surroundings must not 
be too great, so that a good system of general illumination is practically 
always required. 

Where group lighting is desirable, for instance, for a particular type 
of machine, the lamps must be located so that the direction of the light 
is correct. 

Porcelain enamelled steel reflectors are best for machine shops as 
being robust and tess liable to breakages than glass reflectors. 
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The design of the illumination is similar to that of other places, and a 
repetition is unnecessary. If the walls consist mainly of windows, they 
refle(‘t little at night and must be considered dark. 

Where a large number of lamps is installed, it is desirable to make the 
system as flexible as possible, so that groups of lamps may be switched in 
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as desired, either during the waning period of the day, or as particular 
sets of machines are wanted. The increase m the cost of wiring is soon 
saved by the reduction in the consumption of electricity. 

For bench work and localised lighting the lamps (500 to 1000 lumens) 
should be placed about 5 feet above the bench and about 6 inches from 
the forward edge of the bench. The spacing should be about 6 to 10 feet. 
For double benches and rough work a single row of lamps above the middle 



of the bench (600 to 1500 lumens) gives satisfaction, but for fine work a 
double row, each 6 inches from the edge, and the lamps in the two rows 
and staggered, is more effective. A high general illumination is coming 
more and more into use for bench work. 

Lamps for separate machine tools should always be placed so that the 
light falls in the proper direction, and the workman’s body should not act 
as a screen. For boring out, a portable lamp is often essential. Care 
must always be taken that the illuminants do not foul travelling cranes. 

In fig. 9.08 the plan and elevation of a shop for the manufacture of 
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large engine parts is given, work which may be classed as assembly 
work, medium grade, for which an illumination of about 4 foot-candles 
is desirable. The length is 440 feet, width 95 feet, 20-foot bays. The 
distance from the floor to the cross beam of the roof trusses is 44 feet, and 
that from the floor to the top of the crane 39 feet. We can either employ 
units above the crane, or fix angle-units below along the sides of the shop, 
a method whi(*h is not always to be recommended, as glare may easily 
be caused. With rough work of the type mentioned disagreeable 
reflection need not be feared, and dome steel refletTors with (*lear gas- 



Fig. 9.09. — Illumination of a Machine Shop (G.E.C.). 


filled lamps placed above tlie crane will be satisfactory. Fixing the 
lamps 40 feet above the floor, we require for a width of 95 feet two rows 
in order to obtain a fairly uniform illumination. Lengthwise we fix a 
lamp in every alternate bay, so that the spacing is 40 feet, and stagger 
the lamps in the two rows. We thus obtain 22 units, and as the total 
flux required is 418,000, assuming a depreciation factor of 1-25 and a 
utilisation factor of 0*50, each lamp must produce about 19,000 lumens, 
which are provided by a 1000- watt gas-filled lamp. A photograph of the 
illumination is shown in fig, 9.09. 

For fine work the illumination must be as high as 9 foot-candles. 
9.12. LIGHTING OF FOUNDRIES. — For machine motdding a general 
illumination by means of large units hung above the crane, or medium 
size units and angle reflectors placed below the crane in the main bay 
are common. For very wide bays, it may be necessary to combine the 
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two methods. The illumination should be about 2 to 3 foot-candles for 
small brass work, and at least 1 foot-candle for large iron and steel work. 
Tf both classes of work are (‘arried out, th(‘ maximum illumination must 
be installed. 

For bench moulding and core making in side bays, under a com- 
paratively low ceiling, rows of lamps in bowl steel reflectors should be 
located about 5 feet above the bench, giving an illumination of 2 to 3 
foot-candles. 

In pattern-making shops the benches should be similarly lighted, 
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but lathes should be given an illumination of 5 to 10 foot-candles. For 
planers, mortisers, drills, etc., the illumination should be at least 4 foot- 
candles, and if localised it must come from above and from the front of 
the machines. 

Cupolas should be generally illuminated to an extent of 1 to 2 foot- 
candles, and loading yards likewise in order to facilitate the work. 

As regards smith work, the illumination should be fairly low to provide 
sufficient contrast for seeing the hot article, but high enough to distinguish 
the right temper. An illumination of about 0’5 to 1 foot-candle will 
suffice. 

9.13. WOOD-WORKING SHOPS~For wood-working plants, the 
remarks made under pattern-making shops hold also. In macliine shops 
the illumination must be high to protect the workman. A general 
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illumination is the best. For bench localised lighting, remarks made 
previously under ])aragraph 9.1 1 hold again. A well-illuminated wood- 
working shop with direct lighting units and dome steel reflectors is 
reproduced in fig. 9.10. 

9.14. LIGHTING OF TEXTILE MILLS.- Mill construction has greatly 
improved during the last decade, and to-day a good many mills are 
provided with individual drives, or such group driving as leaves the 
head room fairly free, so that the general system of illumination becomes 
not only feasible but advisable. It is then }> 08 sible to reduce the 
number of outlets and use larger units, which reduces the (‘ost of wiring, 
and spot lighting is avoided. The rooms so lighted look more cheerful 
and business-like. The design of the lighting is, of course, similar to that 
of other factories. The following additional remarks will be found 
useful : — 

Cotton. — Opehers or Bale Breakers and Pickers. - As the work is not 
exacting and material is handled in bulk, a low-intensity illumination of 
] i to 2 foot-candles suffices. 

Carders and Drawing Frames . — A medium-intensity illumination of 3 
foot-candles, obtained with 500- watt gas-filled lamps, will be found 
satisfactory. 

Slubbers, Speeders, Spinning Frames, Twisters, and Spoolers . — The 
thread is becoming successively thinner, yet the various processes present 
the same requirements. Good illumination is wanted on vertical surfaces, 
and concentrating light from above is not satisfactory. For low ceilings 
a general illumination is not suitable, and outlets should be located over 
aisles between machines. In alternate aisles the lamps might be stag- 
gered. 600- to 1000-lumen lamps on 10- to 18-feet centres are found 
satisfactory. 

If lamps can be fixed at least 6 feet above the tops of the machines, a 
general illumination of 3 foot-candles is preferable. 

Warpers.— JSidLch thread must be seen distinctly as it passes from the 
creel through the reed to the beam. With a general illumination of about 
6 foot-candles this is possible. Otherwise use 750-lumen lamps in deep 
bowls, intensive type, above each reed, and a 400-lumen lamp with 
extensive reflector over each creel. An illustration of localised general 
lighting for cotton warping is shown in fig. 9.11. 

Slashers . — A general illumination of IJ to 2 foot-candles suffices. 

Drawing-in or Tying-in . — ^A high-intensity illumination of 6 foot- 
candles, or even more, is best. 

Looms . — A high-intensity illumination of 6 foot-candles or more is 
again considered the best practice. For low ceilings or extensive over- 
head shafting, localised general lighting may be essential. 75-watt 
gas-filled lamps, bowl frosted, in dome enamelled steel reflectors hung 
about 9 feet above the floor, to each group of four looms give good 
results. For wide looms (54 to 72 inches goods) place a 600-lumen lamp 
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in a similar reflector above the weaver's alley between each pair of 
machines. A night photograph of a modern weaving-shed is shown in 
fig. 9.12. 

InspecHon - Install a high general illumination of 6 or more foot- 
candles 

Wool. The goods are now darker than in the ease of cotton, and the 
illumination should be somewhat higher. The figures given under 



Fiu. 9.11. — Ijf)(‘ali3ed General Illumination for Cotton Warpers (G.E.O,). 


cotton should be increased by about 30 per cent. Otherwise the remarks 
made for cotton hold also here. 

Silk. — Throm^ig Frayrm . — A medium-intensity illumination of 3 to 
4 foot-candles is advisable and superior to t|ie old-fashioned localised 
lighting with the moving oi the lamp to find th^ trouble and faulty work, 
resulting in lamp breakages and non-detection of faults. 

Winding and Quilting. — Swiss Warpers . — A high-intensity illumina- 
tion of 6 foot-candles is wanted for this class of work. 

Horizontal Warpers. — As the reel of such a warper is often 8 yards in 
circumference, the outlets must be carefully placed. When full, the 
reels present a wall shutting off the light from the areas at the back of the 
watper. 


2S 
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For individual warpers use 1000-lumen lamps equipped with dome steel 
reflectors, about 9 feet from the floor, over the beam. The position of the 
lamp should bo such that the o])orator will not cast a shadow on his work 
when ‘‘beamin/;( (dT,” and the hei^dit should l>o adjusta])le so that reflec- 
tions from the re(‘l8, wlnni revolving, are not annoying to the operator. 

For warpers in rows jilaie the lamps between parallel machines. 

WeavuHj.- A high-intensity illumination is essential for this most 



, Fig. 9.12. — Illumination of a Modem Weaving-Shed (G.E.C.). 


important operation in silk manufacture. For plain box looms and the 
number of shafts less than five use 150-watt bowl-frosted gas-filled lamps 
and dome reflectors between rows of looms, one unit to every four 
machines, and also place at intervals of every four machines a similar unit 
along the aisles at the side of the room, to permit repairs to be made. 

For extensive overhead shafting use localised lighting, and 600-lumen 
lamps are preferable, with bowl reflectors, hung over the harness or 
between the harness and the reed. 

Localised lighting of silk ribbon looms is illustrated in fig, 9.13. 

Colour MatcUng, — A night photograph of a room for cotton classifica- 






rto, 9,l4.-^0)lour Pjsorimmation Room (0,E.(X). 
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tion and accurate colour discrimination by means of proper daylight 
units is shown in fig. 9.14. 

Sewing Rooms. — A high general illumination of about 10 foot-candles 
is preferable for the average kind of goods, but for very dark fabrics this 
may even be too low. Where localised lighting has to be employed for 
sewing-machines it is essential to bring the light close to the work away 
from the eye, and the lamp itself must be completely hidden. In fig. 9.15 
an arrangement is shown in whicdi, by means of a small lamp, fed from 
a battery, an illumination of 20 and more foot-candles is produced on 
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the work. To prevent contrasts and glare, the general illumination must 
be fairly high as well. 

9.15. OUTDOOR ILLUMINATION.- Street Lighting: General Con- 
siderations. — The main objects of street lighting at present are : to enable 
people to recognise one another, to distinguish objects on the ground, and 
to read an address in at least some parts of the illuminated area. Streets 
may be divided into the important business streets, less important streets 
adjoining the first kind, with which may also be reckoned the main 
thoroughfares in suburbs which lead to the city, streets in factory 
districts, outlying suburban roads, and finally boulevards and parks. 

The lamps may be placed on poles in the centre of the street if the 
latter is wide enough to allow an island being placed round the pole; ot 
they may be suspended above the middle of the road from opposite 
poles or houses ; or they are fixed on poles or to brackets on one side onlyi^ 
or on both sides, either opposite or staggered* 
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For intensive illumination lamps must be placed on both sides, at 
close intervals, either opposite or staggered. If only one row of lamps is 
installed, the centre pole or suspension system is preferable to lamps near 
the sidewalks. The latter system is mainly employed in narrow streets 
and factory districts, and they are arranged on one side only if the poles 
for carrying the overhead system of distribution serve as lamp-posts at 
the same time. To improve the uniformity of illumination somewhat 
the lamp bracket may be made to extend 5 to 6 feet from the pole into 
the street. In such cas(*8 the lamps may be placed close together, say, 
on every second or third pole, the spacing being from 100 to 200 feet. 
Where network poles arc not available, the tendency is to use large lamps 
and wider spacing. The mounting height jncrcases, of course, with the 
spacing in most cases. Each case and type of street must be considered 
individually. The numerous examples given in Chapter VIII. will enable 
the reader to provide the correct spacing and mounting heights for a 
given average illumination and type of lamp ; or for given spacing and 
mounting heights the right lamp. 

The ideal system of street lighting would be the installation of an 
illumination sufficiently high and non-glaring to enable all vehicles to 
travel about without artificial car lights. This would mean an average 
illumination of at least 1 foot-candle, which, although obtained and 
exceeded in some principal streets, is greatly left behind in side streets, 
mainly on account of cost. In fact, if one studies the illumination of a 
city generally, it is still very primitive. To this must be added the 
inconvenience and even danger to pedestrians caused by glaring and 
excessively intensive head-lights of vehicles which rush about, while, on 
the other hand, drivers of motor cars become helpless when they leave 
dark suburban roads and suddenly enter a brilliantly illuminated busi- 
ness thoroughfare, especially if the street lamps are glaring. 

The war, which gave an impetus to better indoor illumination, to 
improve the output of factories, largely retarded progress in outdoor 
lighting. Only in the United States has outdoor illumination shown 
rapid improvement, especially in business thoroughfares. Merchants 
have recognised that it is mostly in the evenings that people have time 
to look into shop windows, promenade about and see the town, and they 
have combined and pay for the greater part of the cost which intensive 
street lighting entails. The system is being extended rapidly throughout 
the States, as merchants find that it pays them to defray additional 
expenses for street lighting (see also paragraph 9.17). 

In Great Britain no agreement has as yet been reached as to how 
street lighting should be judged. A Committee was appointed in 1^113, 
which later in the year reported, the recommendations being as 
follows * : — 


* iUumiiuaing Mrigineer, Hay 1913. 
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Draft Standard Clauses for Including in a Specifioajion 

FOR Street Lighting. 

As submitted for the a])proval of the Councils of the Institution of 
Electrical Engineers, the Institution of Gas Engineers, the Institution of 
Municipal and C^ounty Engineers, and the Illuminating Engineering 
Society. 

IhUntt of Tender. 

1. The Form of Tender headed Lighting of ” includes the j)ro vision, 
fixing, connection, and maintenaiue of all lajn]>8 nec*essary for obtaining 
the illuiiunation s])e(ified as (’lass .... in and according to tfm (con- 
ditions of lh(‘ standard specification. 

Unit of Measurement. 

2. This specification is based on illumination, the unit of measurement 
being 1 foot-candle. 

Classification of Streets. 

3. For ('onvenient reference the streets are classified as having a 
minimum illumination as follows : - 

Class A .... ()•()! foot-candle. 

„ B .... 0*025 

„ C .... 0*04 

„ 1) .... 0*06 

„ E .... ()*10 

Street lighting at a lower minimum illumination tlian 0*01 candle- 
]mwer may be spccific^d by the height and distance apart of the lighting 
units, and the candle-power as measured in the direction of the thorough- 
fare at an angle of 10 degrees below the horizontal. 

Minimum Illumination. 

4.. The “ minimum illumination ” of a street means the minimum 
illumination on a horizontal plane at a height of 3 feet 3 inches above the 
ground level, and may be measured by means of — 

(a) Any suitable illumination photometer ; or 

(b) Any suitable photometer adapted for use in the street which will 

measure the candle-power of the lamps in those directions which 
meet at the point of minimum illuminations. In this case the 
minimum illumination will be calculated by adding together the 
values of the illumination received from each lamp that materi- 
ally contributes to the result. 

Special Illumination. 

5. The special illumination of certain points indicated on the map, 
such as the corners of cross streets, may be dealt with by specifying the 
positions and height of lamps and illumination at those points. 
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Type of Photometer, 

6. The photometer shall be of the .... type, or of such other type 
as may be agreed between the parties. 

Position of Lighting Units. 

7. The approximate positions of the lighting units are indicated on the 
accompanying map, and are correct within the limits of deviation marked 
thereon. The contractor shall indicate the positions of all the lighting 
units, cither by completing the said map or by a descriptive schedule 
accompanying his tender. 

Particulars of LUjhting Units. 

8. Detailed particulars of each type of lighting unit included in the 
tender must be inserted in the space provided for that purpose in the 
specification, and must include a statement of the height at which it is 
proposed to place the centre of liglit of each type of unit above the 
street surface, subject to a declared minimum. 

Drawings. 

9. Drawings of all details as required by the specification shall 
accompany the tender. 

Samples. 

10. Samples shall be submitted if required before the acceptance of 
the tender. 

Number of Lightimj Units. 

11. The number of each type of lighting unit required must be 
inserted in the tender, with, if called for, a quotation for the provision, 
fixing, and connection of the necessary apparatus, and the price per 
annum for maintenance and for .... hours’ lighting, on which the 
tender is based. 

Additional Light uig Units, 

12. The contract will provide for additional lighting units if required, 
such increase not to exceed .... per cent., and to be paid for at the 
quoted rate per lighting unit. 

Tests. ' 

13. A test of the illumination shall be made under such normal 
atmospheric conditions as will not appreciably affect the accuracy of the 
result, and at a fairly selected point not being in the shadow of a mantle, 
lamp, electrode, lantern bar, post, tree, or other obstruction. 

When a minimum illumination or candle-power of lighting unit is 
specified, it shall be held that such minimum is obtained if the average 
of the measurements of any three minima between consecutive lighting 
units of the same type does not fall below it. 
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Contract to he Signed. 

14. The tender contains the usual clause that the provisions, con- 
ditions, and prices named therein shall form the basis of a contract 
containing the necessary legal provisions to ensure its fulfilment. 

Heads of Clauses for Contract. 

15. The contract will also include provisions for — 

(1) Ensuring the lighting of all lamj)S during fog at ])rices to be 

quoted. 

(2) Execution of work in such Tiianner as may be necessary for the 

convenience and safety of the public. 

(3) Indemnifying the Council against claims arising out of the 

execution or maintenance of the work or failure of the lighting. 

(4) Payment of moneys due for work done. 

(5) Defining the responsibilities of the contractor, and to enforce the 

conditions of the specification and tender with due regard to 
practical difficulties. 

The following clause being suggested as a guide : — 

The intention of the contract is that during the maintenance guarantee 
period of a construction contract, and during the term of a lighting 
contract, the contractor shall assure himself that the lamps he provides 
are during lighting hours fulfilling in all respects the requirements of 
the contract, and he shall not claim relief from the conditions of the 
contract on the grounds of non-notification on the part of the Council 
of any failure to comply with the terms of the contract. 

Note : Special Clauses. 

1. Each specification may contain special clauses to meet the needs of 
the particular locality. 

Detail Prices, 

2. In cases where the si)ecification only calls for the supply, delivery, 
erection, and connecting up of the lamps, or any of these items, the 
following furthoff* details may be called for 

{a) The cost of the necessary fittings (excluding cost of renewable 
parts, such as lamps or mantles) delivered on site. 

(h) The cost of erecting same. 

(c) The cost of connecting the same to source of supply. 

(d) The quantity of gas, oil, or electricity, required to maintain the 

degree of illumination specified, and the pressure at which such 
gas, oil, or electricity is to be supplied. 

Detail Maintenance. 

3. It may also be necessary in some cases to call for the cost of main- 
tenance divided up under the following headings : — 
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(1) Maintenance of all parts such as posts, fixtures, or fittings, in- 

cluding cost of cleaning and painting at stated intervals. 

(2) Maintenance of all renewable parts such as mantles, lamps, or 

carbons, including labour connected therewith. 

In the discussion which followed upon the 2 )resentation of the report 
before the Illuminating Engineering Society a good deal of adverse 
criticism was provided. It centred chiefly about the minimum illumina- 
tion by which the lighting is to be judged, the testing of it in a horizontal 
plane 3 feet 3 inches above the ground, and the inability to measure the 
illumination at all if it falls below 0*01 toot-candle— which is the case in 
about 80 per cent, of all streets- for which the ordinary illumination 
photometer is useless. 

The author does not agree with all the recommendations of the 
Committee. The lighting of a street cannot be judged by the minimum 
illumination alone, and comparisons are impossible. Take a point 
source of 100 candles, and the illumination measured in one case under an 
angle of 70 degrees, in another case under 80 degrees, and let the measure- 
ment be carried out at a distance of 25 metres from the pole, then the 
heights of the illuminant will be 9*09 and 4*41 metres resj)ectively. The 
corresponding horizontal illuminations will be 0-048 and 0-027 metre- 
candle. In other words, the higher the pole the better the illumination. 
If we had measured the illumination on screens perpendicular to the 
rays the illuminations would be 0*14 and 0-155 metre-candle for high and 
low poles respectively. 

A specification of this nature therefore lends itself to fraud by an 
unscrupulous contractor, and, although this may be avoided by carefully 
scrutinising paragraphs 7, 8, and 11, there are other disadvantages by 
stipulating the minimum illumination as a criterion. Take class A, with 
a minimum illumination of 0*01 foot-candle and an average one of 0*02, 
and another street with the same minimum but an average illumination 
of 0*04 foot-candle. The latter street illumination is far superior to the 
former, but according to the specification they are equal. With bright 
spots distributed objects such as pedestrians and vehicles are distinguish- 
able as silhouettes against the bright background of light reflected from 
the shiny surface of the street. ^ 

To judge the illumination of a street properly we require the average 
illumination and the ratio of maximum to minimum illumination, or its 
reciprocal. Both determinations are easily made, as the examples in 
Chapter VIII. show. At least the wniter and others have found it so. 
Most lamps used for street lighting are symmetrical, so that a single 
polar curve suffices, from which the flux curve is constructed (see para- 
graph 6.04). A test sheet, such as is constructed by the General Electric 
Company (U.S.A.) for street-lighting fixtures, and reproduced in fig, 9.16, 
pvea all the information wanted. Any illuminating engineer may then 
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find by means of Hogner'a or any other suitable method the average 
illumination, no matter how the lamps are arranged. By dividing the 
flux striking an area by the area itself, we obtain the true average 


FORM 6 NOVALUX PENDENT UNIT. 


LVNN WOKKS, GENERAL ELBOTRIO (JUMP ANY. 


600-CANDLE- row Ell EDISON MAZDA 

SERIES LAMP, J’S-40 

BULB. 


A. 

B. 

Lamp ..... 

. . . Clear. 

( 'icar. 

VoltH ..... 

50-8 

50-8 

Amperes .... 

. G*(>-20 

6-6-20 

Watts (rated) .... 

.i:io 

330 

Mean hemisjdierical candle-povver 

672 

616 

Watts per mean hemispherical candle-power 

0-58 

0-64 

DownwanHumcns 

36tK) 

3870 

I town wan! lumens per watt 

10-9 

n-7 

Mean sj>lierical candle-power 

315 

836 

Watts per moan spherical candle-power 

1-05 

0*98 

'Petal lumens .... 

3960 

4225 

Total lumens per watt . 

12*0 

12-8 

Per cent, total lumens of lamp , 

66 

70-5 

I’noTOME'PRlC 

TEKP. 


1 IxraAL DlSTUimmON ok CANDLE-POWKU in a VEHTICAIj JTANK. 




ga ESSlTTPg l 

BigglEBgZI 






HEADINGS TAKEN AT 25-rOOT HADIUS. 

Lamp opfiratpd at (!00(» total lumens. 

Steel reflector Tat. No, 1705,5(J. 

White porcelain enamel refleetiiiK surface. 

howl type refractor with lower half of inner section velvet linmh. 
B-SPmeh new howl tyi)e i-efractor clear. 


Fig. 9.16. — Test Sheet of a Street I,Amp (G.E.C.). 


illumination, no matter how large or how small it may be. There is also 
no reason why the road surface should not be used as the test surface, 
instead of a plane about a metre above it, since the illumination is cal- 
culated (as is also recommended by the Committee for streets with an 
illumination below 0*01 foot-candle) and not actually measured. In 
case of doubt or dispute the distribution of a lamp is measured in a 
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laboratory. The results are independent of reflection and just to both 
sides. By adding the ratio or its reciprocal the character of the 
illumination is fixed. 
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In fig. 7.43 p 
lamps. Fig. 9. 
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gas-filled 
: 60 feet 
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396 ELBCTBIOAL PHOTOMETBY AND ILLUMINATION. 

With a known average illumination we can also compare streets as 
regards costs. Consider Example (g), in which the lamp produces 1000 
or a flux in the lower hemisphere of 6280 lumens. The 
total flux of the lamp is 7500 lumens and the power consumed 300 watts. 
The street area i3er lamp is 1500 square metres, so that the power per 
square metre amounts to 0*2 watt, resulting in an average illumination 

3180 

of 2*12 metre-candles. The utilisation factor is ;^p^~0*424, and the ex- 
penditure of power per metre-candle per square metre illuminated road 
0*2 

surface is =0-0945 watt. 

Test sheets such as illustrated in fig. 9.16 will also prevent a contractor 
from being penalised in streets with heavy foliage, in which the “ average ” 
minimum illumination may be exceptionally low. 

9.16. TYPES OF LAMPS TO BE USED.— Gas-filled incandescent, 
magnetite, and flame arc lamps are principally used to-day. As the 
gas-filled tungsten lamp can be obtained in almost any sizes, clusters are 
disappearing. Magnetite lamps possess the advantage of sparkle, which 
the man in the street, who, by the way, is still largely uneducated 
physiologically, often prefers to the still incandescent light. Flame arc 
lamps with yellow light are best in foggy weather, and for railway yards 
they are therefore superior to other illuminants, as even in slightly 
misty weather numbers can be read at great distances. 

On the whole, the cost efficiency will often determine which lamp is 
best to be installed. It will be found that this depends principally upon 
the cost of current and the time of burning. 

9.17. COST OF ELECTRIC LIGHTING.— We shall consider four types 
of lamps, producing each 1000 M.S.C.P., and absorbing 780, 520, 500, and 
400 watts for gas-filled tungsten, enclosed flame arc, mercury vapour, 
and open flame arc lamps respectively. The life of a tungsten lamp is 
taken as 8(J0 hours, of the burner of a vapour lamp 1000 hours, but 
whereas a gas-filled lamp costing £2 is useless when burned out, a quartz 
burner, costing originally £7, lOs., has still a value of £2, 10s. after 
becoming unsuitable for the lamp. The cost of the fitting of the in- 
candescent lamp, excluding lamp bulb, is £2 ; th#t of the mercury vapour 
lamp £5. The enclosed arc lamp costs £8, lOs. ; it must be recar boned 
every 100 hours. A hundred pairs of carbons cost £5. The carbons 
in the open lamp last eighteen hours; 100 pairs cost £3, 10s. For waste 
we reckon 10 per cent. For interest on the capital outlay we add 5 per 
cent. The life of the three arc lamps is five years, that of the fitting of 
the gas-filled lamp ten years. As depreciation money is put out on 
interest, we reckon in the former case 184 per cent, for depreciation-, in 
the latter, 7*95 per cent. The cleaning of incandescent and mercury 
vapour lamps occurs once a month, at 6d. a time; that of the long- 
burning enclosed lamp once a week ; and that of the yellow flame lamp 
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with every recarboning, at 8d. a time. On this basis the following table 
has been compiled : — 


Table 9 . 02 . — Cost of Electric Lighting (for One Year). 


No. of 
Burning 
Hours i)er 
Year. 

(Jas- filled 

Enclosed 

Quartz 


Yellow 

C\)8t of 
Current. 

Tungsten 

Ivarnp. 

Flame Arc 
Lamp. 

Mercury Arc 
Lamp. 

F’lame Arc 
l^amp. 

500 

£3 

13 

10 i 

£4 

19 

9 

£0 

14 

7 ! 

£4 

13 

8 


1000 

0 

11 

4 1 

0 

5 

7 

10 

5 

5 ' 

7 

12 

9 

One }K‘nny 

2000 

12 

0 

4 

9 

2 

1 

17 

17 

1 ! 

13 

10 

10 

j»t‘r unit. 

:iooo 

17 

15 

0 

11 

IC 

5 

24 

8 

9 

19 

9 

3 

500 

£5 

0 

4 

£0 

1 

5 

£7 

15 

5 

£5 

10 

4 i 


KKK) 

9 

10 

4 

8 

8 

11 

12 

7 

1 

9 

0 

1 

Twojience 

2000 

18 

10 

4 

13 

8 

9 

22 

0 

5 

10 

17 

0 

})er unit. 

3000 

27 

10 

0 

18 

0 

5 

30 

13 

9 

24 

0 

3 

500 

£6 

18 

10 

£7 

3 

11 

£8 

10 

3 

£0 

7 

0 


1000 

13 

1 

4 

10 

12 

3 

14 

8 

9 

10 

19 

5 

Threepence 

2000 

25 

0 

4 

17 

15 

5 

25 

13 

9 1 

20 

4 

2 

ix'r unit. 

3000 

37 

5 

0 

24 

10 

5 

30 

18 

9 

29 

9 

3 

500 

£8 

11 

4 1 

£8 

4 

9 

£9 

17 

1 

£7 

3 

8 


1000 

10 

0 

4 

12 

15 

7 

10 

10 

5 

12 

12 

9 

Fourpenco 

2000 

31 

10 

4 

22 

2 

1 1 

30 

7 

1 

23 

10 

10 

j)er unit. 

3000 

47 

0 

0 

31 

6 

5 

43 

3 

9 

34 

9 

3 

500 

£11 

10 

4 

£10 

8 

1 

£11 

18 

9 

£8 

17 

0 


1000 

22 

16 

4 

17 

2 

3 

20 

13 

9 

15 

19 

5 

Sixpence 

2000 

44 

10 

4 

30 

15 

5 

38 

13 

9 

30 

4 

2 

})er unit. 

3000 

1 

00 

10 

0 

44 

6 

6 

55 

13 

9 

44 

9 

3 


This table is extremely interesting, as it shows us that for short 
burning and a low cost of current the gas-filled tungsten lamp is the most 
economical illuminant, whereas for long burning and a high cost of power 
the flame arc lamps hold the field. Each case must, of course, be considered 
individually by carefully taking into account local conditions as regards 
wages, etc. The argument holds, of course, for industrial lighting also, 
but in the latter case preference will often be given to the gas-filled lamp, 
as it can be obtained in small sizes. Consideration must also be given 
to the cost of controlling apparatus, wiring, etc., which has been neglected 
in the above table. 

9.18* THE CONTROL OP STREET LIGHTING^— In Europe and South 
Africa ail incandescent lamps are connected in multiple, and in the 
case of arc lamps only a few are joined in series to standard voltages 
suitable for glow lamps. In America the series system is employed to a 
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large extent for arc and incandescent lamps. It has the advantage that 
low- voltage lamps can be used, which possess more robust filaments and 
are more efficient than high-voltage lamps. All lamps burn with the 
same current and thus produce the same intensity. In case of failure of 
a lamp an equivalent resistance may be inserted, or the lamp is short- 
circuited and the current is kept constant by special station apparatus 
(see also paragraph 6.20). 

With the multiple arrangement, all lamps burn at different voltages 
and thus different intensities, those near the feeding-])oints being brightest. 
Special feeders are required or time switches must be installed for the 
switching in and out of the street lamps. Pilot wires used for measuring 
the voltage of the feeding- points may be simultaneously employed for 
accomplishing this.* 

The disadvantages of the series system are the high voltages and 
additional controlling apparatus, but arc and incandescent lamps may 
be joined in series as w'ell as in parallel as long as their currents are 
equal. 

9,19. EXAMPLES IN OUTDOOR ILLUMINATION. Fig. 9.18 illus- 
trates the lighting of Main Street, Salt Lake City.l The system consists 
of seventy standards, each carrying three 6-6 ampere ornamental luminous 
arc lamps. Spacings are about lOO feet, lamps being on both sides, and 
the over-all height of the standards is 29 feet. The particulars about 
costs arc as follows : - 


Total cost ..... 

. $28,220.40 

City’s share . . . . 

2,685.91 

Property owners’ share 

. 25,534.39 

Taxable pro}>erty, linear feet 

6,372.00 

Total cost per foot .... 

4.43 

Operating cost for three years 

. 29,334.65 

Property owners’ share for three years . 

25,174.04 

City’s share for three years . 

4,160.61 

Operating cost per foot front per year . 

1.54 

Property owners’ share 

1.32 

City’s share ..... 

0.22 


The system is being extended for State Street and Broadway, by the 
addition of 504 ornamental luminous lamps, costing 140,000 dollars. 

A further development has been the employment of the gas-filled 
lamp in duofiux lighting units, in which there are two lamps, one of 750 
and another of 250 candles (M.H.S.C.P.), the former being switched off, 
say, at midnight. This is better than switching off intermediate lamps, 
as only the intensity, and not the distribution, is altered. A section 

♦ Bojile, 8 ,A. Society of Civil MnginetrSf May 1917. 

t C 0 Mfal MMrk Mevkw, May 1920, p. 362. 
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Fig. 9.18. — Illumination of Main Street, Salt Lake City. [To face p. 398. 
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through a ciuoflux unit is shown in fig. 9.19 and a standard for two units 
in fig. 9.20. 

The illumination of State Street, Chicago, by means of 1000-watt 



gas-filled lamps in Novalux fixtures joined to each trolley pole by means 
of bi*ackets, is reproduced in fig. 9.21. 

As regards the heights of lamps, practice varies throughout the world. 
America and France favour comparatively low posts even for large 
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lamps, while in Germany and Austria lamps are placed up to 40 feet high. 
In England the general practice is to fix lamps of 75 (‘andles about 12 



feet high, and to increase this height approximately proportionally to 
the candle-power, a lamp of 3000 candles being 30 feet up. 

A higlily interesting type of highway lighting is illustrated in fig. 9.22, 
which illustrates the illumination of Paradise Eoad, Swampscott, U.S.A. 
Each unit contains a 250-candle-power 4-ampere Mazda lamp placed 

26 



402 ELECTRICAL PHOTOMETRY AND ILLtTMINATION. 


inside a fitting known under the name of Novalux Highway Lighting 
Unit. It is illustrated separately in fig. 9.23, and the way in which it 
acts is shown in fig. 9.2i, while the polar distribution is given by fig. 9.25. 
It will be noticed that the unit ( an be swivelled in any direction and that 
the distribution is especially suitable for large spacing, which may reach 
600 feet.* 



Fio. 9.23. — Highway Lighting Unit. 

9.20. FLOOD LIGHTING. — The type of reflector to be installed, and 
the intensities required, depend upon the following 

(а) The distance from the ])rojector to the surface to be illuminated. 

(б) The location of a building, whether it stands in a well-illuminated 
business street, park, or other place where there is no stray light. 

(c) The colour of the building surfaces, whether dark or light. 

The accompanying Table 9.03 gives particulars about the desired 
illuminations for different localities : — 


Table 9.03. — Illuminations for Flood Ltghting.| 


Natuic of Buildings, 

Character of Surroundings. 

Well -illuminated 
Streets. 

Residential , 
Quarters. 

Parks, 

Dark-coloured Buildings . 
Medium- ,, ,, 

Light- „ ,, 

20 foot -candles 
15 „ 

10 

15 foot -candles 
10 „ 

5 „ 

10 foot-candles 

5 „ 

8 ,, 


♦ From General Electric Review, August 1921, p. 760. 
I Ibid., September 1918, p. 633, 
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In using this table, it should be seen that the angle between the axis 
of the beam and the surface illuminated is not less than 70 degrees (see 



also paragraph 7.13). By means of figs. 9.26 and 9.27, the number of 
reflectors required may easily be obtained. 

£:vample.^8uppo8e an area of 10,000 square feet in a well-illuminated 
street has to be lighted from a distance of 130 feet, the colour of the build- 
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mg being dark From fig 9 26 we sec that for a distance of ] 30 feet a 
L12 reflector is suitable, and in order to obtain an illumination of 20 



foot-candles we require twenty-one reflectors with 1000-watt gas-filled 
projection lamps each. Fig. 9.28 illustrates the flood-lighting of the 
Capitol, WasMngton, The dome » 135 feet m diameter at the base ahd 
218 feet high above the roof. ftispi^Mjed white. Aropaj; Uia hM# SWf 
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Fig. 9 28. — Flood-L-ighting of the Capitol (G.E.C.). [To face p. 404. 





Electrical Photometi y and Illuwination 



Fig 9 29 — The Fountains of the Ri^mg and Setting Sun in the C oiirt of the I ni\erse at the Panama Pacifie Exposition 
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thirty-six fluted columns, representing the thirty-six States in the Union 
at the time of design. It is lighted by means of four banks of twenty- 
one projectors each, possessing 400- watt lamps, about 200 feet from 
the base. 

Flood-lighting is, of course, not solely employed for spectacular 
purposes, but is also largely used for speeding up industrial work. This 
was especially the case in America during the war, when whole shipyards 
were intensively illuminated for night work by means of flood-lighting 
projectors. 

Tennis-courts, bowling-greens, rifle-ranges, and all kinds of recreation 
grounds are to-day illuminated so as to be suitable at all periods. There 
is nothing new in the design of the illumination of these, as long as the 
correct type of reflector is employed. 

9.21. SPECTACULAR LIGHTING.— The illumination of the Panama- 
Pacific Exposition in 1915 was quite a revelation in this respect. What- 
ever method of illumination had been invented was employed, and neither 
money nor ingenuity was spared to make the illumination a wonder and 
success. It would be impossible to include a full description in this 
volume, and the reader is referred to an article appearing elsewhere.* 
Of special interest was the lighting of the “ Court of the Universe,’^ where 
an area of nearly half a million square-feet was illuminated by two 
fountains, rising 95 feet above the level of the sunken gardens, one 
symbolising the rising sun and the other the setting sun. 

The shaft and ball surmounting each fountain were glazed in heavy 
opal glass, coated on the outside in imitation of travertine stone, in which 
tungsten lamps were installed, producing a combined initial intensity of 
500,000 M.S.C.P. without causing any glare. For relief lighting, in- 
candescent lamps were placed in specially designed cup reflectors located 
in the central flute to the rear of each column. The perimeter of the 
sunken garden was marked by balustrade standards consisting of Atlantes 
supporting urns in which were placed tungsten lamps of low candle- 
power. Their function was purely decorative. 

The balustrade of this court, 70 feet above the sunken garden, was 
surmounted by 90 seraphic figures with jewelled heads. These were 
cross-lighted with 180 incandescent search-lights, the demarcation of the 
beams being blended out by the light from the fouptains of the rising and 
setting sun. Fig. 9,29 gives a "photograph of the system. 

The tower of jewels was illuminated with 10,200 Nova-gems, or so- 
called exposition jewels, the rotunda and colonnade of the Palace of Fine 
Arts by means of artificial moonlight. This effect was produced by 
searchlights placed on neighbouring buildings and supplemented by 
concealed lighting in the rear cornioe soffits of the colonnade. 

t.88. ILLUmHATSO Sl0»S*--This system of lighting is far too 
fittle employed, and might with advantage be grea% extended for 
^ Jtm 19IS, p. e79. 
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showing people how to find their ways about and for attracting the 
attention of pedestrians to special buildings, places of interest, etc. 

The simplest system consists of a box in which the illuminant is placed 
behind a screen of opal glass on which letters are traced. By changing 
the letters the character of the intended notice is altered. 
Signs of this nature are suitable for railway stations, 
theatres, etc. 

Another system consists of illuminating signs by means 
of reflectors, as is done in flood-lighting, and need not be 
described any further. 

Finally, signs and lamps form units. The system should 
be so constructed that, when looking at a sign, we must 
not distinguish the individual lamps, but only the letters 
or outline of the sign. 

Lamps used for this purpose are usually of low power. 
5, 10, and 20 watts being standard ratings. Raised letters 
stand out prominently by day and night, but flat letters 
are more easily cleaned or are jiartly self-cleaning. Grooved 
letters are more efiicient, as less lamps are required per 
letter, as the sides of the groove reflect otherwise wasted 
light, but they can be viewed properly within a restricted 
angle only. The lamps are so arranged in the letters that 
most of the light is given off at the sides and little from the ends, as 
illustrated in fig. 9.30. Bowl-frosted lamps in troughs, with V-shaped 
filaments, give excellent results if the frosting reduces the direct light 
to about the same intensity as that reflected from the trough. Frosting 
possesses, however, the disadvantage of increasing losses and reducing 
the efficiency by easily accumulating dirt. 

On the whole, the closer the lamps are placed in a letter the greater 
is the legibility. The spaces between letters and parts of a letter should 



Fig. 9.30. 



not be too small and should exceed 


maximum reading distance 


for solid 


letters. 
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Contour lines . . . .4.10 

Contrast photometer . . 5.04, 6.29 

Control of arc lamps . . .6.20 

of street lighting . . .9.18 

Convergence (eye) . . . 3.01 

Cooper- Hewitt . . . .2.23 

Core of carbons . , . .2.22 

Cornea 3.01 

Correction fonnulaB for flame 

standards . . .1.23 

Correctness of radiation formula' . 2.05 

Cost of electric lighting . 9.17, 9.19 

Cotton mills, lighting of . .0.14 

Grater of arcs . . . .2.22 

Critical angle of reflection . . 2.01 

flicker frequency . . . 5.14 

Criticism of flame standards 1.24, 1.25 
of photometers . . .5.29 

Crystalline lens (eye) . . . 3.01 

Ciilx) integrator .... 5.37 

Curtis eye -rest system . . . 7.08 

Curved surface radiator . 4.03 

(yiindrical radiator . . . 4.01 

Data on incandescent lamps . 6.04 

Dajdight colours in artificial light 2.03 
Daylight, imitation of . . . 8.05 

fixtures . . . . .8.22 

Degre'o of uniformity of illumina- 
tion , . . ,4.10 

Depreciation of lighting . . 8.07 

factor . . . . .8.13 

Diffractive glolx's . . . 7.07 

Diffuse reflection . . 4.07, 7.03 

measurement of . . . 6.29 

Diffuse transmission, measurement 

of 6.30 

Dining-room, lighting of . . 8.15 

Disjx'i'sion lenses . . . 5.08 

Disruptive conduction . . .2.27 

Dissecting-room, lighting of . . 8.21 

Distribution of light . . .8.04 

Doano ..... 3.02 

Dow's lu meter . . . .5.25 

Dry.sdale’s arc lamp tester . . 5.31 

Dust, depreciation of light ing, due to 8.07 

Eberhardt’s memorial church, 

lighting of . . .8.17 

Economic efficiency . . .6.11 

Eoonomist'r for arcs . . .2.22 

Edison . . . . .8.01 

Edwards, E.J. . . 2.15,6.15,7.10 

Effect of frequency on light 

fluctuations . . .6.14 

of illumination on plant life . 3.07 

Efficiencies of illuminants . . 8.01 

of lamj>8 . . 2.04,6.10,6.19 

Efficiency chart for motion -picture 

projection . . .7.18 

Efficiency of screens . . .8.19 

of utilisation . . . .8,13 

Einstein .... 2.01, 2.05 

Electrodes , . . .2.18, 2.24 

Electrons . . . 2.01, 2.06, 2.23 

Elster and Oeitel ooU . . 1.28, 5.28 


PAR. 


Enclosed arcs, screening effect of 


lower carbon 

. 4.06 

Entrance hall, lighting of 

. 8.15 

Equalisation photometer 

. 5.04 

Equipotential lines 

. 4.10 

Erbia .... 

2.05, 2.00 

Errors in photometers . 

5.29, 5.36 

of photometric test plates 

. 5.27 

Euler .... 

. 2.01 

Euphos glass 

. 3.04 

Evajxuulion of filaments 

. 2.04 

Examples of illumination 

8.08-8.10, 

8.12, 8.15, 9.08, 

9.09, 9.19 

Eye and illumination . 

. 3.01 

Kyc-rest system . 

. 7.08 

Eye -strain in cinemas . 

. 8.19 

Eye treatment 

. 3.04 

Feeding of arc lamps . 

. 6.20 

Filaments, manufacture of . 

2.06 2.10 

Filter plate 

. 8.05 

Firf'fly, effioiciicy of 

. 2.04 

Flame arcs 

. 2.19 

standards 

. 1.19 

P3aniing ixunts of ares 

. 6.18 

Flashing .... 

. 2.00 

Fleming’s apparatus for tracing 

polar curves 

. ,5.31 

ineandcseent standard of light . 1.2/ 

Flicker photometers 

5.13 5.15 

Flood lighting 

. 9.20 

pnqectors 

. 7.13 

Fluctuation of light 

. 0.13 

Flux of light method . 

. 8.10 

Focal length 

. 7.10 

Focussing lamps . 

7.11, 7.17 

reflector .... 

. 7.01 

Foot -candle 

. 1.04 

Foote .... 

. 4.13 

Footlights 

. 8.18 

Fourth ordc'i* fixed lens 

. 7.14 

range lens 

. 7.14 

Fovea ci'ntralis . 

. 3.01 

French standard of light 

. 1.18 

Frequency 

2.01. 3.04 

Friezie lighting 

. 8.21 

Frosted glolx's and shades 

. 7.07 

Gas-pilled lamjis 

. 2.12 

Gei.ssler tube 

. 2.18 

General illumination . 

. 8.03 

Gerhardt .... 

. 0.04 

German standard of light 

. 1.18 

Glare, definition of 

. 3.03 

and background 

. 7.03 

limits of^. 

. 3.03 

Glasses for reducing light 

. 5.08 

Globe photometer 

5.35-5.37 

Globes, absorption of . 

. 6.19 

Gothic churches, lighting of . 

. 8 17 

Graduation of photometers . 

. 5.29 

Grease -spot photometer 

. 5.02 

finder .... 

. 5.36 

Green, Dr . 

. 3.06 

Grey bodies 

. 2,03 

Group lighting . 

9.06, 9.11 
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PAU. 

Half-watt lamp . . . 8.01 

Harrison .... 7.02, 8.13 

Hayden ..... 3.06 

Head -lights for vehicles . .7.12 

Heat absorbers (eye) . . . 3.05 

Heater for Nernst lamp . . 2.07 

Hefner candle .... 1.03 

Height of flame, influence on flame 

standards . . .1.23 

Helmet (reflector) . . . 7.08 

Hemispherical radiators . . 4.05 

Hering ..... 3.06 

Hertz . , . ' . 2.01 

Hilger spectroscope . . .5.17 

Hissing of arc lam]')S . . .6.18 

Hogner’s method . . .8.12 

Holophane glassware . . . 7.04 

Homogeneous electrodes . .2.22 

Horizontal illumination . . 4.09 

Hospitals, lighting of . . . 8.23 

Houston ..... 1.28 

Hrabowski’s reflector . . . 7.04 

Hull 2.01 

Human clement in industrial work 9.04 
Humidity, influence on flame 

standards . . .1.23 

Huygens . . . . 2.01, 2.05 

Hygienic aspect of lighting , . 9.07 


Illumination, calculation of . 8.08 

fundamental considerations . 4.08 

indimet ..... 8.09 

photometers . . . 5.18-5.27 

semi-indirect .... 8.09 

Image ..... 3.01 

Imitating daylight . . . 8.05 

Incandescent standards of light . 1.26 

lamps, manufacture of . 2.06-2.10 

data thereon, . . . .6.07 

Increased production, due to good 

lighting .... 9.03 

Indirect lighting . . . 8.04 

illumination . . . 4.12, 8.04 


Indoor illumination, examples of . 8.08- 
8.10, 8.12, 8.15, 9.08, 9.09 


Industrial lighting . . . 9.01 

Influence of atmospheric con- 
ditions on flame standards . 1.23 

of frequency on lamps . ,6.14 

on Moore tube lighting . . 6.23 

of inductance on Mooi-o tube 

lighting . . . .6.24 

Infra-red radiation . . 2.01, 3.04 

Initial rating .... 6.04 


Instructions for indoor illumination 8. 15 


good lighting .... 9,06 

Integrating photometers . 5.32-5.37 

Intensity photometers . 5.02-5.16 

Intensive reflectors . . . 7.04 

Intermittent conduction . . 2.27 

Internal colour .... 2.03 
International candle » . ,1.03 

Intrinsic brightness . 1.07, 3.03, 7.10 

measurement of . . . 6.12 

Invar , . . . « 2.24 


PAR. 

Ives, H. E. . 1.02, 2.04, 5.08, 5.12, 

5.13, 5.15, 5.17, 5.29, 5.38, 6.12, 8.06 


Ives and Brady flicker photometer 5.15 

spectroscope . 

. 5.17 

JxjMi’iNQ of arc lamps . 

. 6.18 

Kennelly’s method . 

. 6.05 

Ken*, Dr J. ... 

. 3.01 

Kiely and Wasserboohr 

. 6.14 

Kindall .... 

. 3.04 

Kingsbury flicker photometer 

5.15, 5.29 

Kitchen, lighting of 

. 8.15 

Kreuzkirchc, lighting of 

. 8.17 

Kriiss .... 

. 6.08 

Kiich’s quartz lamp 

. 2.23 

Lambert, unit of secondary bright- 

ness 

. 1.09 

Lambert’s law 

. 1.04 

I.<amp, mechanical, tester 

. 5.31 

rotator .... 

. 5.31 

Lamp fittings, &|)ccial . 

. 7.18 

Lampholders for tests . 

. 6.31 

I^amijs, manufacture of incandes- 

cent .... 

2.06-2.12 

Langmuir .... 

2.12, 2.13 

Lantern slide ])roj(*ction 

. 7.16 

Laporte .... 

. 3.02 

I^avender .... 

. 6.10 

Lelx'dew .... 

. 2.01 

lA^gislation, lighting 

. 9.05 

Txmgth of arc 

. 2.30 

Life of lamps 

. 2.04 

tests of Iam])s 

. 6.10 

Light, distribution of . 

. 8.04 

fluctuations 

6.13, 6.14 

quanta .... 

. 2.01 

signals .... 

. 7.15 

Lighthouses 

. 7.14 

Lighting and architecture 

. 8.07 

of assembly halls 

8.17-8.20 

of blackboards 

. 8.21 

of churches 

. 8.17 

of concert halls 

. 8.20 

of dissecting-rooms . 

. 8.21 

of educational institutions 

. 8.21 

of foundries 

. 9.12 

of hospitals 

. 8.23 

of libraries 

. 8.16 

of living rooms 

. 8.15 

of machine shops 

. 9.11 

of motion -picture theatres 

. 8,19 

of museums 

. 8.22 

of oflftoes 

. 9.08 

of railway carriages . 

. 8.24 

stations . 

. 8.25 

of stores 

. 9.09 

of textile mills 

. 9.14 

of wood -working “shops 

. 9.13 

Localised illumination . 

a03, 9.11 

Lowering gears . 

. 8.20 

Luckiesh .... 

3.04, 5.08, 

6.13, 5.14, 6.12, 

6.30, 8.06 

Lumen .... 


Lumens per watt constants . 

. ai4 

Lumeter . , . . 

. 5.26 



INDEX TO PARAGRAPHS. ■ 425 


PAR. 

Luminescence . . .2.18, 3.04 

Luminous arcs . . . .6.20 

efficiencies . . . .8.01 

Luminous flux . . . 1.02, 6.01 

intensity . . . .1.03 

Ijummor .... 2.04, 2.22 

Lummer-Brodhun photometer . 5.04, 


5.08, 5.10, 5.29 
Lummer-Kurlbaum photometer . 5.28 


Macbeth illuminomoter . . 6.27 

Machine shops, lighting of . . 9.11 

Macula vision .... 3.01 

Magclsick . . . . .7.10 

Magic-lantern . . . .7.16 

Magnetite arc , . . .2.20 

Maintenance of stm‘t lighting . 9.15 

Mangin . . . . .7.10 

Manufacture of electrodes . . 2.22 

of incandescent lam j)8 . 2.00-2.12 

Martens’ illumination photometer . 5.22 

intensity photometer . . 5.07 

polarisation photometer , . 5.07 

Martin 8.06 

Maxwell ..... 2.01 

Mazda lamps, data thereon . . 6.07 

focussing lamp . . .7,16 

Mean hemispherical candle- 

power . . . 1.15, 6.03 

horizontal candle-power . 1.13, 6.08 

spherical candle-power 1.03, 1.14, 6.02 

zonal candle-power . . . 1.16 

Measurement of diffuse Rdlection . 6.29 

transmission . . . .6.30 

Mechanical equivalent of light . 1.02 

lamp tester .... 6.17 

Mercury rectifier . . .6.20 

vapour lamp . . . 2.23, 4.04 

Metallic filament lamps . . 2.08 

Middlekauf! .... 6.07 

Minimum illumination of streets, 

7.12, 9.15 

voltage for arcs . . .2.31 

Mirrors, absorption of light by . 5.30 

manufacture of . , .7.10 

Iiarabolic . . . ,7.10 

Moore tube . . 2.18, 2.28, 4.04 

testing of . . . 6.22-6.25 

Morris, J. T. . . . 6.16, 6.19 

Motion -picture projection . .7.17 

theatres . . . . .8.19 

Mott 2.21 

Mounting heights for lamps . . 8.04 

Munition store, fittings for . . 7.11 

Museum lighting . . .8.22 


Nature of light . . . 2.01 

Negative carbon, screening effect of, 4.06 
dectrode, determining character 

of arc . . . . 2.18 

Neon tube 2.29 

Nemst arc lamps . . . 2,26 

lamp 2.07 

Newttm’s theory of light . . 2.01 

Nichols 2*01 


Nitrogen- filled lamps . 

PAR. 

. 2.13 

Moore tube 

. 2.28 

Norden, Dr K. . 

. 8.04 

Novalux fitting . 

. 7.08 

Number of lamps required 

. 4.10,9.15 

Nutting . . . 3.02,3.03,8.19 

Object of shades and rcdlectors . 7.01 

Objective colour 

. 2.03 

Octave as scale . 

. 2.01 

Office lighting 

. 9.08 

Oil lamp (Carcel) 

. 1.22 

Opal glassware . 

. 7.05 

Opaque bodies . 

. 2.03 

colour 

. 2.03 

reflectors 

. 7.10 

Oj)cn arc lamp . 

. 2.17,4.06 

Optic nerve 

. 3.01 

Outdoor illumination . 

. 9.16 

Overheating (eye) 

. 3.04 

Paterson . 

. 5.31,6.12 

Pearce and Ratcliffe . 

. 7.08 

Pedestal lamp (eve-rest sysU'm) . 7.08 

Pentane standard 

. 1.20 

Photometer, auxiliary apparatus . 5.31 

Bc'chstein’s 

. 5.24 

Blondel’s integrating 

. 5. .34 

Brod bun’s street 

. 5.21 

Bunsen’s grease -spot 

. 5.02 

cell 

. 5.25 

cube 

. 5.07 

Dow and Mackinney 

. 6.26 

flicker 

. 5.13,5.15 

Ives and Brady 

. 5.15 

Macbeth’s 

. 5.27 

Martens’ illumination 

. 5.22 

polarisation 

. 5.07 

physical . 

. 5.28 

Ritchie’s wedg^" 

. 5.03 

room 

. 5.17 

Sharp-Millar . 

. 5.23 

spectro- . 

. 5.17 

Trotter’s 

. 5.05 

universal 

. 5.20 

Ulbricht’s globe 

. 5.35 

error of 

. 5.36 

variable aperture disc 

. 5.09 

von Voss’s 

. 5.36 

Weber’s . 

. 5.19 

Photometers, classification 

. 6.01 

criticism of 

. 6.39 

for lights ^f different colours . 5.09 

specificatlt n for 

. 6.39 

Photometric qualities . 

. 1.02 

Physical photometers . 

. 6.28 

Pick-up distances 

. 7,12 

Picture gallery, lighting of 

. 8.22 

Places of assembly, lighting of . 8.22 

Planck 

. 2.01, 2.06 

Platinum radiation 

. 2.04 

standard 

. 1.26 

Point sources of light . 

. 1.01, 4.01 

PointoUte lamp . 

, 2.16 

Poke.-bonnet reflector . 

, 7.08 
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PAH. 

Polar curves 

6.01, 6.05, 

7.04, 7.06, 7.08 

Polarisation photometers 

. 6.06 

Polyphase lamps 

. 6.21 

Porcelain-enamelled ndiectoi’H 

. 7.06 

Porter .... 

. 5.13 

Power factor of Moore tulx? . 

. 6.25 

Presser .... 

. 6.26 

Primary brightness 

. 1.07 

Pringsheim 

. 2.04 

Production of light 

. 2.04 

Projection of light 

. 7.10 

of transparencies 

. 7.16 

Projectors, ])hotonietrie tests of 

. 6.31 

Ihoseenium lights 

. 8.17 

Pupil of eye 

. 3.01 

Purkillje effect . . 3.06, 

5.13, 5.17 

Gitantity of illumination 

. 8.05 

of light, unit of 

. 1.05 

mquitxxl 

3.02, 8.02 

Quantum theory 

. 2.05 

Quartz-mercury vajKuir laiiip 

, 2.24 

Radiation, effieitmey of 

. 8.01 

laws of . 

2.04, 2.05 

Radiator, circular jilam* 

. 4.02 

curved surface 

. 4.03 

cylindrical 

. 4.04 

hemispheTioal . 

. 4.05 

Railway carriage illuminalion 

. 8.24 

station illumination . 

. 8.25 


Range of frcquencieH of visilile 

radiation .... 2.01 

I>h()torri(*ters .... 5.29 

boarch -lights . . . .7.11 

Rating of search -lights . . 7.11 

Rayleigh ..... 2.05 

Recording candle-power fluctua- 


tions 


6.26 

Rectifiers, mercury 


6.20 

Reduction coefficients of mirrors . 

5.30 

factor, spherical 

1.17, 

6.07 

lieliection . . 1.08, 2,01, 

2.03, 

4.07 

Reflectors .... 

7.01 

-7.18 

Refraction of light 


2,01 

R<‘fractive index 

2,61, 

3.01 

Refractors .... 

7.04, 

7.06 

Regular reflection 


7.02 

Retina .... 


3.01 

Rhodaminc reflector . 


6.27 

Richtmeyer, F. K, 


5.28 

Ritchie .... 


2.03 

Ritchie’s wedge photometer . 


5.03 

Rods (eye) .... 


3.01 

Rood .... 


5.13 

Rousseau curve . 


6.02 

Russell’s method 


6.06 

‘‘ Safety First ” Committee. 


7.12 

St Anne’s Church, lighting of 


8.17 

Scattered light . 


7.12 

Sohanz, Hr ... 


3.04 

Scoop, reflector . 


7.08 

Screen efflcieiioies 


8,19 

Soreening effect of lower carbon 


4.06 


PAK. 

Search -light electrodes . . .2.22 

Search -lights . . . .7.11 

Secondary brightness . . .1.09 

Selective radiation . . 2.04, 3.04 

Selenium coll .... 5.28 

Semi-indirect illumination . . 8.09 

Sensation curve for average eye . 5.13 

Sensibility, photometric . . 3.02 

Shadow quotient . . . 8.04 

Shadows ..... 8.04 

Sharp-Miliar photometer . . 5.23 

Show-window lighting . .9.10 

Si(‘mens . . . . .5.28 

Silk looms, lighting of . . .9.41 

Simmance-Abady flicker photo- 
meter . . . .5.15 

Skogland . . . . .6.07 

Skylight 8.05 

Sjfaeing of lamps . . . 8.04 

Sj>eeia! lamp iittings . . .7.18 

illumination for streets . . 9.15 

Specific luminous radiation . . 1.10 

S])ectra ..... 2.02 

S]X‘ctrophotom(qer . . .5.17 

Speed of flicker photometer . 5.13, 5.14 

of light ..... 2.01 

S^XTry search -light . . .2.22 

Spherical radiators . . . 4.01 

reduction factor . , . 1.17 

Stxulage, I'cduction of . . . 9.03 

Spotting lamp . . . .7.12 

Stability of arcs . . . .2.31 

Standards of light . . . 1.18 

absolute, . . . .1.28 

carcel ..... 1.22 

comparison of . . 1.24, 1.25 

Fletning incandescent . . 1.27 

Hefner (German) . . . 1.03 

influence of atmosjiheric con- 
ditions on ... 1.23 

pentane (British) . . .1.20 

Viollo 1.26 

Starting of arc lamps . . . 6.20 

bands for mercury vajKiur arcs . 2.23 

Steadying I'esistances for arcs, 2.23, 2.31 
Stefan’s law . . . .2.04 

Steinmetz . .2.21, 2.24, 3.06, 8.01 

Store lighting . . . .9,09 

Strache ..... 1.28 

Street lighting, control of . . 9.18 

examples of . . . .9.19 

8j)ecihcation for . . .9.16 

Street-lighting unit . . . 7.08 

Subjective colour . . . 2.03 

Sumpner, Hr . . . .6.37 

Sunden, G. . . . .6.10 

Surface brightness . . .1.09 

colour ..... 2.03 

Symmetrical sources of light . 4,10 
polar curves for . . , 6.02 


Tantalum lamp . . . 2.08 

Target diagram « . . ,6.09 

Temperature radiation . , 2.04 

Test sheet for stree^ightittg * 9«i6 
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Testing of arc lamp carbons . 

I'AR. 

. 6.18 

of illumination 

. 6.28 

of lamps 

6.01-6.17 

Textile mills, lighting of 

. 9.14 

Theatres, lighting of . 

. 8,18 

Theory of light . 

. 2.01 

of reflection 

. 2.03 

Thoria .... 

2.05, 2.06 

Time illumination, unit of . 

. 1.06 

Titanium arc 

2.18, 2.21 

Translucent glass 

. 2^.03 

Transparencies, projection of 

. 7.16 

Transparent colour 

. 2.03 

3 Vo iter . . . 5.25, 

6.29, 8.00 

IVotter’s intensity photomeU'r 

. 5.05 

universal photometer 

. 5.20 

Tungsbm lainj) . 2.05, 2.09, 

2.10, 2.11 

calculation of . 

, 2.14 

eharactcristics of 

. 2.13 

manufacture of 

2.09-2.11 

'(’ypes of lamps to be used 

. 9.16 

ULBKKifT’s glolK‘ i)hotomck‘r, 

5.35-5.37 

error of . 

. 5.36 

tUtra- violet light . 3.03, 

3.05, 3.(17 

Uniformity of illumination , 

. 8.04 

Uniforndy eniitting sources 

of 

light 

. 4.01 

Unit.s, flux 

. 1.02 

illumination 

. 1.04 

iiitrinsie brightne.ss . 

. 1.07 

luminous intensity . 

. 1.03 

quantity of light 

. 1.05 

secondary brighlii('.sK 

. 1.09 

time illumination 

. 1.06 

Unstable arcs 

. 2.31 

Uthoff .... 

. 3.02 

Utilisation coefficients 

. 8.13 

factors of reflection . 

7.10, 7.16 

Vanishing flicker fixMiuency 

. 5.14 

Variable a^Kjrturo disc })hoto- 

meter 

. 5.09 


Variation of arc constantn 
Vernon 'Harctmrt pentane lamp 
Vertical illumination . 

Viollo standard of light 
Visibility . . . • 

mean value of . 

Visible radiation 

acuity .... 
purple . . . • 

Vitreous humour 
Voege .... 
Vwge’s arc lamj) t(‘Hter 
Von Voss’s glolx;) photo riK'k'r 


CAtt. 

2.32 

1.20 

4.11 
1.26 

1.11 
1.12 
2.04 
5.12 
3.06 
3.01 
5.28 
5.31 
5.36 


WALTiS, rtdlection of light from 
Warburg . . . • • 

Watf r vajiour, influence on candle- 
power of flame standaids . 
Watt as unit of luniintjus flux 
Watts jKU' unit area rnethtxl 
Wave-length . . • 2.01, 

Welx'r’s photometer 
Wedding . . . . • 

WeinlxHn’s slide mle . 

Width of b(‘ain . . • • 

Wien’s law of radiation . 2.01, 

Wolke . . . . 

Wood-working slio]>s, lighting of . 
Woollen mills, lighting of 
Worksho])K, lighting of 


4.07 

1.28 


1.23 

1.02 

H.14 

3.04 
5.19 
6.21 

6.04 

7.12 

2.05 
2.25 

9.13 

9.14 
9.11 


X-RAY eye-n*st system 
X-rays, action of 
f requeue y of . 


7.08 

3.04 

2 . 0 ) 


Yellow spot (eye) 

Young 

Yttria 


. 3.01 

2.01, 3.06 
2.05, 2.06 


Zircon lA 


2.07 
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